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Stories of the Week 
Verse of the Weer 


This Is YOUR Bosiness 


Stories of the Week 


Smart Saul Butler, a Canadian 
dealer, took in almost anything “in 
trade” as part of down payments 

Biggest deal: a ton of smelt (tiny 
fish) on a home freezer. Butler pack- 
aged the smelt in 5-Ib. parcels and 
offered them free to anyone who'd 
come in for a demenstration. Sold 31 
refrigerators and seven freezers that 
way' 

Saul's second favorite story con- 
cerns a funeral, Husband of the 
deceased sat beside her boyfriend 
The latter wept copiously 
the husband con- 
“TH get married again.” 


“Don't worry so,” 
soled him 


“Life is rotten,” grumped a never- 
happy negative sort of a guy 

“What are you complaining about” 
Looks like you're living well. And 
didn't your wife inherit $100,000 re- 
cently?" rebutted a country club ac- 
quaintance 

“Uh huh, my grandfather left me 
$200,000 last week, too.” 

“So why do you gripe”? 

“Who's gonna do something for 
me next month?” 


An anthropologist was impressed 
no end by the dexterity of South Seas 
spear-throwers 


Taking a half-dollar from his 
pocket, he placed in on a post 50 
yards away. Promptly three natives 


split the 

“Now, 

Again 
squarely 

“I wonder if 
dime? 

The best marksman took a look 
“Doubt if I can do it,” he sighed. 
“After all, I am getting along in 
years. Maybe my younger brother 
ean.” He shouted back toward the 
tents: 

“Brother, 


coin in its precise center 
let's try it with a quarter!” 


the trio hit the target 


you could hit a 


can you spear a dime?" 


Verse of the Week 


“By the yard life is hard 
“By the inch it’s a cinch.” 


Dre. HeRoLp C. HUNT 


Gags of the Week 


“IL wonder what would happen to 


the value of the dollar if everyone 
were paid what he thinks he's 
worth.” WILLIAM FEATHER 


“In America, if you see a pretty 
girl you would like to approach, you 
cannot. The policeman, he arrests 
you. In Paris, the policeman he intro- 
duces you.” JACQUES BAR 


Notes on Celebrities 


Cliff Fannin, pitcher for the St 
Louis Browns, is selling food freezers 
in Missouri this winter. 

Vie Mature, who sold commercial 
refrigeration equipment for his father 
prior to becoming a movie star, is 
managing a big new home appliance 
store in Hollywood 

To help him publicize its opening, 
nearly all his fellow Twentieth Cen- 
tury Fox stars—including Corinne 
Calvet, Edmund Gwenn, Jeanne 
Crain, Richard Widmark, Dan Dailey, 
Joanne Dru, Joan Crawford, and 
Anne Francis were on hand 

“Can't remember when anything 
like it happened before,” testified 
J. B. T. Campbell, a Twentieth Cen- 
tury Fox executive. “Usually a star's 
co-workers hope fervently that ‘the 
stinker’ will lose his shirt.” 


Historical Hint 


First man to sell refrigeration in 
the United States was Frederic Tudor 
of Boston 

"Way back in 1806 he hired men 
to saw blocks of ice from ponds and 
lakes in the winter. These huge ice 
cubes he shipped insulated with saw- 
dust. to tropical Central America 
(Concluded on Page 16, Column 1) 
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1936 at the post office ot Detroit, 


Sew Bright Is the Future 
Of Air Conditioning? 


Cloud Wampler, the brainy and highly respected President 
of Carrier Corp., predicted recently : 

“Total consumer sales of air conditioning, which last year 
topped $1 billion for the first time, will more than double during 
the next decade. Current unprecedented demand for home and in- 
dustrial air conditioning should lift the industry’s 1952 sales by 


at least $1,000,000 over last year. 


By 1962 I foresee annual con- 


sumer sales in excess of $2,300,000,000 and still continuing up- 


ward. 


“Room air conditioners, the most popular home unit, will be 
in use in 500,000 American homes by the end of this year. 
Carrier's studies indicate that 10 years from now between 4,500,- 
000 and 5,000,000 homes will have such single-room air condi- 
tioners—a tenfold increase. Before the end of this year the in- 
dustry will ship its one millionth room air conditioner. 

“Man will wake up in an air conditioned bedroom, eat break- 
fast in an air conditioned breakfast nook, drive in an air condi- 
tioned car to work in an air conditioned manufacturing plant or 
office building, return for dinner in an air conditioned dining room, 
relax in an air conditioned movie or an air conditioned living room 
watching a television program originating from an air conditioned 


studio. 


“He will have forgotten the day when he used to wrestle 
windows up and down, fight with screens and storm windows, ad- 


just radiators, and try to pacify 


furnaces. He will simply set a 


thermostat and forget it. The energy once thrown away in the 
battle with environment—a battle which in its simplest terms is 
the struggle to keep one’s temperature at an even 98.6 degrees— 
will then be turned to more useful pursuits. 

“Man will be able to perform more work and better work 
with the same expenditure of energy. He will have more leisure 
to enjoy himself, and he will feel better during his leisure hours. 
Asthma, hay fever, and other pollen-caused ailments will be for- 
gotten as a major complaint. The smoke and soot-blackened lungs 


(Concluded on Page 18 ) 


Prefab Homes Offer 
Year-Round Units 


SYRACUSE, N. Y.--For the first 
time,” year-round air conditioning is 
to be made generally available in 
homes in the $7,000 to $12,000 price 
range, it was announced jointly by 
Gen. John J. O’Brien, president of 
Gunnison Homes, Inc., U. 8. Steel's 
housing subsidiary, and Cloud Wamp- 
ler, president of Carrier Corp. 

These two companies have signed 
a contract under which Carrier will 
provide combination cooling and heat- 
ing units to Gunnison Homes as op- 
tional equipment in all of its models 
to be produced and marketed in 1953. 

In entering into this contract with 
Carrier, Gunnison Homes becomes 
the first of the nation’s prefabricated 
home manufacturers to provide year- 
round air conditioning for its home 
purchasers, it was stated. The com- 
(Concluded on Page 25, Column 4) 


NEMA Refrigerator Sales 
For Sept. Show Spurt; 
9 Mos. Sales Lag from ’51 


NEW YORK CITY September 
sales of household refrigerators by 16 
firms reporting to the National Elec- 
trical Manufacturers Association 
were up from the year-ago level but 
below the August total, statistics re- 
leased by the association show 

NEMA figures also disclose that 
both manufacturer and distributor 
sales for the first nine months lagged 
behind those for the like 1951 period. 

Manufacturer sales in September 
amounted to 257,362 units, compared 
with 215,459 in the same month of 
last year and 272,985 in August, 1952. 
(Concluded on Page 25, Column 4) 


Remington Adds New 
Room Coolers to Line 


AUBURN, N. Y. Several new 
models of room air conditioners were 
unveiled by Remington Air Condi- 
tioning Div., Remington Corp., at a 
meeting of regional sales managers, 
held at the Auburn plant recently. 

The Remington line will be aug- 
mented in 1953 with a new deluxe 
%-hp. and i-hp. window unit as 
well as several additional models to 
be announced at a later date. 

The console line continues to fea- 
ture two sizes of units, 1 hp. and 
1'y hp. The units are housed in genu- 
ine wood cabinets in modern decor 
in dark mahogany or blonde. Cabi- 
nets are easily interchangeable be- 
tween units since the same cabinet 
fits both the 1 and 1% -hp. units. 

Remington's 1-hp. console has been 
(Concluded on Back Page, Column 3) 


e Ld 
New Building Spearheads 
. 7 

Deering Expansion Program 

CINCINNATI The Deering Air 
Conditioning Co. announced that it 
has acquired the former Sterling Cut 
Glass Co. building atop Mt. Adams 
here, and that building alterations 
are now in progress to insure produc- 
tion of up to 300 room air condi- 
tioners a day beginning in January. 

The expansion program will neces- 
sitate the hiring of many more 
workers, the firm stated. The newly 
acquired building contains approxi- 
mately 40,000 sq. ft. of manufactur- 
ing, assembling, and storage space on 
two levels, and about 1,500 sq. ft. of 
wood-paneled, air conditioned offices. 

At the same time, the company 
announced that in addition to mer- 
(Concluded on Back Page, Column 2) 


Michigan, 


under the Act of March 3, 1879. 


Lively Sessions, 
Election Mark 


ASRE Meeting 


NEW YORK CITY-—-In lively ses- 
sions that marked an interesting 
technical program, the American So- 
ciety of Refrigerating Engineers met 
in its annual meeting here this past 
week to discuss design and develop- 
ment trends in refrigerators and room 
air conditioners, and to debate trends 
in defrosting methods and other tech- 
nical developments. 

Prof. Richard C. Jordan of the Col- 
lege of Engineering of the University 
of Minnesota is the new president of 
the society. 

In one of the few contested elec- 


More detailed accounts of some of 
the sessions at the ASRE meeting 
will appear in later issues of the 
News. 


tions in the history of the organiza- 
tion, Arthur J. Hess of Hess, Greiner 
& Polland, Los Angeles, and Leon 
Buehler, Jr. of Creamery Package 
Mfg. Co., Chicago, were elected as 
the two vice presidents of ASRE, 
winning out over Dr. Donald Tress- 
ler, Chicago consultant who was the 
third candidate. New treasurer is 
Carlyle Ashley of Carrier Corp 

The Wolverine Tube Div. award 
for the best paper published in Re- 
frigerating Engineering went to Dr 
Daniel C. Schiavone, of Bell Aircraft 
Corp., for his paper on “Friction Fac. 
tors of Desiccants in Refrigerant 
Systems.” The award for the best 
(Concluded on Back Page, Column 1) 


Bendix To Use Closed 
Circuit TV To Show 
New Product Dec. 30 


SOUTH BEND, Ind.-—-Closed circuit 
theater television will get its “first 
large-scale use by industry” on Dec. 
30 when Bendix Home Appliances 
uses this medium to introduce a 
“revolutionary new product” to every 
key marketing area in the country. 

The program will be carried in 
theaters in more than 40 cities, mak- 
ing possible an audience of more 
than 100,000 of the company’s dis- 
tributors, dealers, salesmen, and in- 
vited guests, reportedly the largest 
in closed circuit theater television 
history. 

(Although the announcement did 
not identify the new product, it is 
understood to be a combination 
washer and dryer which will wash 
and fluff-dry clothes in one continu- 
(Concluded on Page 4, Column 5) 


Sanitary Changes Name 
To Quicfrez, Inc. 


FOND DU LAC, Wis.---Quicfrez, 
Inc. is the new name adopted by Sani- 
tary Refrigerator Co. here, manufac- 
turer of refrigerators and home 
freezers, Henry Uvihlein, president, 
has announced. 

The name Quicfrez has been used 
for the company’s products for sev- 
eral years and has been promoted 
extensively in trade and consumer 
ads. 

“This recent action of the board of 
directors is a natural step which fol- 
lows general trade and consumer 
acceptance of the Quicfrez name,” 
Uihlein explained. 

The company was founded in 1907 
and was one of the first to manu- 
facture home freezers. Quicfrez 
makes a line of five different models, 
in addition to its line of refrigerators. 


Deepfreeze 


Introduces 53 


Appliance Line 


19-Cu. Ft. Upright Freezer, 
Decorative Color Accents, 
Restyling Are Highlights 


CHICAGO—-Addition of a 19-.cu. ft. 
upright home freezer, re-styling of 
all chest-type freezer models with 
restoration to production of two “low 
end” units, and colorful decorative 
accents for its refrigerator line mark 
Deepfreeze Appliance Div.'s lines for 
1953. 

Introduction of the new lines took 
place last week as distributors from 
the United States and Canada met 
at the annual Deepfreeze convention 
to hear promotion, merchandising, 
and sales plans for 1953. 

The new upright freezer model, the 
CU-19, is designed primarily for the 
home and the kitchen despite its out- 
size capacity adequate to store 665 


Ibs. of food. 
Color-styled with “Bermuda green” 
interior, as are all other deluxe 


models of Deepfreeze home freezers 
and refrigerators for 1953, the CU-19 
will probably carry a price tag of 
$619.95, it was stated. 

Deepfreeze last June introduced its 
first upright model, the CU-11 

Four deluxe units, with capacities 
of 7, 13, 17, and 23-cu. ft. head the 
chest-type freezer offering for the 
new year. They are the C-75, with a 
suggested retail price of $299.95; the 
C-135 at $469.95; the C-175 at 
$549.95; and the C-235 at $629.95. All 
feature design and decorative revi- 


(Concluded on Page 4, Column 3) 


$1,500,000 Expansion To 


Double Freezer Production 


NORTH CHICAGO — A $1,500,000 
expansion of its Lake Bluff, IIL 
manufacturing facilities that will re- 
sult in doubling of its home freezer 
production within a year was an- 
nounced last week by Deepfreeze. 

L. J. Sorensen, vice president of 
Motor Products Corp. and general 
manager of its Deepfreeze Appliance 
Div., made the announcement at the 
conclusion of a national distributor 
conference during which the com- 
pany's 1953 line of freezers, refrig- 
erators, and electric ranges was in- 
troduced. 

“When the new facilities are com- 
pleted, we shall be able to boost our 
production of home freezers and re- 
frigerators to about 600,000 units 
annually,” Sorensen said. “The plant 
will be designed so that it can run at 


(Concluded on Page 4, Column 1) 


Macy Signs Contract 
With Sunbeam; Suit Ends 


NEW YORK CITY-—R. H. Macy 
& Co., Inc. announced that the suit 
filed against it by Sunbeam Corp. 
has been settled and that Macy’s 
New York has signed a fair trade 
contract with the manufacturer. 

Sunbeam had sued Macy's for 
treble damages of $6,000,000, charg- 
ing that the store had conspired to 
monopolize the sale of “Mixmasters” 
in the New York area during the 
price war in the summer of 1951. De- 
tails of the settlement were not im- 
mediately made known. 
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AIR CONDITIONING & REFRIGERATION NEWS, DECEMBER 8, 1952 


Not just Land, Brick, sad 
Mortar, and Steel, if 


™--- A Symbol of|] 


— at Louisville, Ky., General Electric is build- 3 General Electric Offers Dependability —General Electric 
i 


ng Appliance Park —the world’s largest appliance- Appliances have earned a nationwide reputation for 
manufacturing plant year-in, year-out dependability unmatched by any other 
ieegu manufacturer. 


~s-eee 


It is a demonstration of our belief that the major 
appliance business will continue to grow and grow in 4 General Electric Offers Unusual Sales Opportunities— 
the years ahead. We're backing that belief with these Concentration on one fine line offers more efficient sell- 


Sectisinn teiliitins: hell Park ing, with its consequent better turnover and fewer mark- 
Fe, er a a ae downs. Concentration on one complete line of matched 


a will produce finer appliances, representing better val- appliances offers you the much-desired balanced annual 
ie ues to the consumer than ever before. sales curve. 


You, too, face great opportunity for growth. First, 


i General Electric Offers Price Protection— Protection on 
i in the vast expansion of consumer demand for today’s 


your reported inventory against lowering of list prices 


' low-saturation appliances such as automatic washers, of General Electric Major Appliances. 

4% dishwashers, food freezers, room air conditioners, and 

ai dryers. Second, in the replacement market for today’s 6 Gensval Elsctric OSere A Powertel Advertising Program 
is A —The Joan Davis and Fred Waring Shows on TV, the 


established appliances such as refrigerators. Bing Crosby Show on radio, lending national magaainns 


We believe that the following 16-point program will and hundreds of newspapers are steadily pre-selling 
ae convince you that General Electric is offering the General Electric Appliances to your customers. 


soundest -_ sey: — program for reaching ] Offers C — 
both of these great markets. —General Electric and its distributor share the costs in 
newspapers, Outdoor posters, car cards, TV, radio and 


General Electric Offers An Outstanding Line—A Fine ; ; 
motion pictures. 


Line—with a wide choice of models and prices—and the 


de exclusive features your customers want. : General Electric Offers A Complete Display Program— 


’ : for each major appliance. 
General Electric Offers “Consumer Preference” —In in- 


dependent national surveys, 55.7% of women said, General Electric Offers A Complete Sales-Aid Program 
“General Electric makes the best appliances.” q —tested special promotions, sales literature, presenta- 
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tions demonstration kits, consumer motion pictures, and 
many other aids for complete year-around programs. 


10 General Electric Offers A Realistic Sales-Improvement 
Program—continuous sales education for sales personnel, 


1 General Electric Offers Dependable Product Service— 
Product-service schools maintain high standards among 
General Electric servicemen. 


1 General Electric Offers A Complete Finance Service— 
The General Electric Credit Corporation covers every 
finance operation for you and your customers. 


1 General Electric Offers Continuous Distributor Cooper- 

ation—The General Electric plan is not simply to sell 

appliances to you—but to help you sell them to your 
customers, | 


14 General Electric Offers Important Special Services— The 
General Electric Home Bureau, leader in kitchen-laundry 


Faith in the Future 


planning, and the Consumers Institute, conducting 
courses for salespeople in the proper use and care of 
appliances. 


1 General Electric Offers Prestige—General Electric is the 
oldest and most respected name in the electrical industry. 


General Electric Offers A Stake In Its Blueprint Of 

16 Opportunity—Appliance Park will manufacture better 
appliance values than ever before. You and your custom- 
ers can share in these values. 


Appliance Park is our symbol of faith in the future— 


but it is also a very realistic blueprint of opportunity 
for us and for you. 


CLARENCE H. LINDER, General Manager 


Major Appliance Division 
Lovisville 2, Kentucky 


GENERAL @@ ELECTRIC 
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: Deepfreeze Freezer Expansion-- 
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unrestrained enthusiasm for the fu- 
ture of the major appliance market 
particularly in the field of home, low 
temperature food storage units’ dic- 
tated the proposed development 

in 1962 
reached 


He pointed out that early 
industry 
figure” in consumer 
that is, at least 10% of 
country's 45,000,000 families 
with wired homes had then purchased 
and installed these appliances. A 10% 
saturation has traditionally been the 
mignal for widespread public demand 
predicted that 1,250,000 
freezers will be built and sold 
by the entire industry in the year 
just ending and estimated that sales 
would reach 1,500,000 units during 
1953. This would bring total owner- 
ship of home freezing units to the 
6-million mark 

Deepfreeze, which claims to be the 
first manufacturer of freezers for 
home use, began producing the units 
in 1938 in a converted creamery at 
2301 Davia St in North Chicago 
This facility has been expanded twice 
and cannot be further enlarged be- 
cause of space limitations 

The Lake Bluff plant was built pri- 
marily for refrigerator production 
and was so designed that expansion 
of the type now proposed could be 
speedily accomplished 

Deepfreeze now has 1,500 employes 
in its two Chicagoland factories 
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Deepfreeze Appliance Line-- 


(Concluded from Page 1, Column 5) 
sions and each will carry the new 
interior color treatment 

The standard B-7 and B-13 chest- 
type freezers, with retail prices of 
$279.95 and $419.95, respectively, 
have been restored to the line, after 
a cessation last spring because of 
the materials situation 

All of the 1953 Deepfreeze refrig- 
erators feature storage facilities in 
the door, and “Bermuda green” in- 
teriors. Two of these have been desig- 
nated as “Electromatic” models, with 
automatic defrost 


2 AUTOMATIC DEFROST MODELS 


Deepfreeze will introduce its A-960, 
of 9.3-cu. ft. capacity, and its A-1150, 
of ll-cu. ft. capacity at $389.95 and 
$439.95, respectively. Both are “Elec- 
tromatic” defrost models. The B-960 
will carry 4 price tag of $349.95, and 
the B-1150, $389.95, and both feature 
the new green interiors 

Two deluxe models, the G-960 at 
$200.95 and the G-1150 at $349.95, 
earry the new color treatment and 
such Deepfreeze features as ample 
freezer compartment (approximately 
0 Ibs.) door storage facilities, twin 
high-humidity crispers, and butter 
boxes 

Economy model of the new refrig- 
erator line is the F-960, with stand- 
ard white interior and a number 
of convenience features including 
freezer compartment, frozen storage 
drawer, rust-resistant shelves, twin 
high-humidity crispers, and storage 
facilities in the door. This model will 
carry a suggested retail price of 
$279.95 

Rounding out the Deepfreeze ap- 
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WOLVERINE TUBE DIVISION 


CALUMET & HECLA, INC. 
Manvtacturers of tubing exclusively 
1413 CENTRAL AVENUE «+ 


DETROIT 9, MICHIGAN 


*S You will quickly recognize the fine 
structure of the metal and the ex- 
oe ceptionally smooth surface—both dis- 
tinctive characteristics of Capilator 
‘Se = that - assure an uninterrupted flow of 
liquid or gas. Being plug drawn during 
manufacture, this tube has an outstand- 
ing record of dependable performance. 


Would you like to know more 


about this unique capillary 


tube? Send for our booklet. 


pliance lines for 1953 are four elec- 
tric ranges. 

RE-4 has two ovens with picture 
windows, and the RD-4 a “banquet- 
sized” oven with picture window. 
Both are divided-top ranges and are 
to be retailed at $399.95 for the RE-4 
and $349.95 for the RD-4. An apart- 
ment house model, the RA-3 and the 
RB-4, a 36-in 


cabinet model, com- 
plete the line 
ONE-PIECE CABINET 
The new CU-19 upright freezer 


features a one-piece heavy-duty steel 
cabinet with no seams or crevices. It 
has four “zero shelves” for storage 
and there are two wire baskets for 
smaller food packages 

The CU-11 upright freezer is de- 
signed with a static condenser. Every 
shelf acts as a “quick freezer.” Con- 
denser and refrigerant coils are 
placed on the underside of the 
shelves. Centered at the top of the 
freezer interior is a single tempera- 
ture dial which enables the user to 
set the freezer at 10 different levels 
of cold from 0° to -10°. 

The full-length, one-piece doors of 
the upright models are heavy-gauge 
steel and ride on sagless, stainless- 
steel-bearing hinges. Moulded rubber 
gaskets insure positive door seal. 

The door has a finger-tip pressure 
chrome handle with escutcheon and 
a trigger-type, self-sealing door latch 
operating under 60 lbs. pressure. The 
polystyrene breaker strip is also 
metallescent green. High density 
“Fiberglas” insulation is used 
throughout. There is a floor-leveling 
device. 

Apart from the styling and decora- 


4 tive changes, the chest-type freezers 


in the 1953 line feature a floating 
action lid and have a trigger-action 
handle with lock. 

The interior of the freezer is auto- 
matically illuminated when the lid is 
raised “Sweat-proof” design is 
claimed to prevent moisture forma- 
tion on the outside of the cabinet 
under all humidity conditions. 


2-SIGNAL SYSTEM ON FREEZER 


Deluxe models have a “Silent Sig- 
nal” electrical indicator which shows 
that desired temperature is being 
maintained in the freezer. A white 
light glows constantly to show that 
power is on and a red light flashes 
on if inside temperature rises. 

The Deepfreeze freezer compart- 
ment in all the new refrigerator 
models permits maintenance of near- 
zero temperatures for preservation of 
up to 50 Ibs. of frozen foods. All 
models come equipped with specially 
designed, additional space in the door 
interiors to provide storage for bot- 
tles, eggs, and vegetables. “Handy 
Jugs” for constant cooling of juices 
and removable “Handy Bins” are 
built into the doors of four models. 

All have full-length doors and 
10-point temperature controls. All 
have vegetable crispers and large 
shelf areas. 

In the automatic defrosting “elec- 
tromatic"’ models, the unit defrosts it- 
self and disposes of the resultant 
water through a special evaporating 
system. 


Bendix Program- - 


(Concluded from Page 1, Column 4) 
ous operation. The unit is expected 
to sell for less than the combined 
price of an automatic washer and an 
automatic dryer 

(It was also reported that Bendix 
will market six refrigerator models, 
five freezers, and six ranges. The re- 
frigerator line is said to include auto- 
matic defrosting models and the 
freezer line to consist of chest-type 
units and an 18-cu. ft. upright with 
a full-length exterior door.) 

In a joint statement by the Bendix 
Div.. Aveo Mfg. Corp., and Telecon- 
ference, Inc., of New York, the pro- 
gram distributing organization, it 
was announced that Bendix would 
make the first major use of the 
medium as a replacement for tradi- 
tional dealer meetings which ordi- 
narily are used to introduce products. 

Teleconference has arranged for 
the program to be carried through- 
out the country in theaters of United- 
Paramount Theaters, Inc., Warner's, 
Loew's, RKO, Fabian, and others. 

“We feel that closed circuit tele- 
casting possesses unlimited oppor- 
tunities for presenting to the best 
possible advantage this great new 
appliance our dealers will have on 
their floors in a very few weeks,” 
Judson 8S. Sayre, Avco vice president 
and general manager of Bendix, said. 

In addition, Sayre pointed out that 
by use of closed circuit television, 
the company’s top team of salesmen 
could be used to present the com- 
pany’s story in the most advanta- 
geous manner. 

He added that while the cost of 
the Dec. 30 telecast would be compar- 
able to regional dealer meetings, a 
great saving would be effected in 
the hours and energy spent by execu- 
tives in travel to individual meet- 
ings 

Robert H. O’Brien, secretary-treas- 
urer of United-Paramount Theaters, 
Inc., one of the pioneers in closed 
circuit theater television, said that 
the acceptance of closed circuit tele- 
vision by Bendix was an _ indica- 
tion its use would be accelerated. 

The program, of one hour’s dura- 
tion, will originate in the Garrick 
Theater at Chicago and will be car- 
ried by more than 10,000 miles of 
coaxial cable and micro wave relay 
to the various theaters. 

As a direct result of the Bendix 
program, many additional theaters 
installed closed circuit facilities in 
anticipation of use by a variety of 
industrial and educational groups. 

Closed circuit television has been 
used previously to telecast sporting 
events and by governmental agencies 
to conduct civil defense training. 

Among the cities where the Bendix 
program will be televised will be: 
Albany, Atlanta, Buffalo, Charlotte, 
Cincinnati, Cleveland, Columbus, 
Dayton, Detroit, Pittsburgh, Provi- 
dence, Richmond, Toledo, Jackson- 
ville, Baltimore, Boston, Philadelphia, 
Des Moines, St. Louis. 

Also, Dallas, Birmingham, Hous- 
ton, Milwaukee, St. Paul, Kansas 
City, Memphis, New Orleans, Omaha, 
Gary, Indianapolis, Louisville, Den- 
ver, Phoenix, Salt Lake City, Los 
Angeles, San Francisco, Seattle, and 
Portland, Ore. 


_ MANUFACTURERS OF THE FAMOUS VICTOR QUICKFREEZE 
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YOU CAN’T BEAT 
THE VICTOR 


For Every Purpose 


@ Normal Temperature Rooms 


@ Zero, Low Temperature 
Rooms 


@ Tailor-made Rooms for any 
required temperature, 
of any desired size. 


PRODUCTS CORPORATION 
HAGERSTOWN, MARYLAND 
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Troverse City, Mich howses 10 


condensing units 


Hospital Food Storage Facilities 


THREE (ARGE frozen food storage rooms surround large vestibule. 
shown through open doorwoy. 
o— 


Sherp 


freeze room is 


CEREAL STORAGE is provided in this room, which is typical of 
normal temperature storage rooms at hospital. 


rative condenser takes care of Zone 
IV with its 20-hp. machine. The third 
“evap” has a split circuit. One circuit 
is connected to the three 20-hp. com- 
pressors on the sharp freeze room 
(Zone 11) while the other circuit is 
employed by the two 10-hp. machines 
on the frozen food storage rooms 
(Zone Ill) 


the receiver. Whenever a compressor 
starts, fans on the evaporative con- 
denser connected to the compressor 
also start. 

Whether the water pump on the 
evaporative condenser cuts in when 
the compressor starts depends on the 
outdoor temperature. If the outdoor 
air is 40° F. or above, the pump op- 


> ' 4 s : erates, but if the temperature is be- 
Five Temperature Zones Offer Ideal Conditions To Store Provisions “suaee Gash ved low 40° F. the pump does not operate 
_ es fication r- 
For 3,400 Persons Per Meal at Michigan Mental Hospital Incidentally, to show quickly the “ST CMOSneee: prevent frees. | 
} zoning arrangement, which compres- i } 
: ng of the water used in the con- 


By ©. Dale Mericle 


sors serve which rooms, and how the 


denser during winter operation. The 


i TRAVERSE CITY, Mich Greater Dried fruit, 36° F., 22 by 22 ft. condenser. The other nine machines agecrse Ane Bang gages oo condensers are automatically drained 
* efficiency in the storage and prepara Cheese, 35° F., 19 by 22 ft are hooked up to three evaporative .nematic has been painted on the for winter operation. 
| tion of foods will be made possible Potatoes, 40° F., 43 by 21 ft condensers on the roof of the build- door of one of the large switch Automatic by-pass dampers and 
| by the new Cold Storage and Service Potatoes, 40° F., 28 by 52 ft ing panels in the machinery room. ducts are also provided on the eva- 
Hiig recently cwnpleted for the Beets, 35° F., 22 by 19 ft One of these is connected to the Controls for the operation of the Porative condensers so that discharge 
* Traverse City State hospital here Apples, 35° F., 27 by 38 ft Zone I compressors (two 20-hp. units compressors and the condensers are FT can be by-passed back into the 
Caring for some: 2.800 mental Celery, 35° F., 19 by 19 ft for normal operation and a third  jnterlocked. Compressor operation is intake if the head pressure falls too ; 
"patients, thin state jngtitution serves Fresh fruit, 35° F., 21 by 19 ft 20 hp. for standby). A second evapo- controlled by a pressure switch on (Concluded on next page) 
nearly 3,400 pereseous: per meal It The sharp freeze room on the first , p 
necessarily deats in large quantities floor is set up as a zone in itself, 
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hae ite own dairy 
To give a better prcture of why ex 
refrigerated storage facili- 


ties are newted officials of the inati- 


gtudion cite a few food purchase and 
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consumption Agure> 350 to 400 hoga, 
M veala and 50 cows a year, 2,000 
‘ibe of lard a mifath, 2,000 ibs. of 
* mutter and 20 «ase of ones & week, 


designated Zone I. The freezer room 
measures 13 by 21 ft. and the floor- 
mounted blast coil is powered by 
three interconnected 20-hp. compres- 
sors to maintain -20° F. tempera- 
tures. The hospital plans to freeze a 
considerable amount of food produced 
on ite own farm 


3 Frosen Food Storage Rooms 


Zone Ill includes the three 0° F 


frozen food storage rooms adjoining 


Lite > 


al 
ee 


~ Get the most 


. 
34,000 to 9.000 Wh bf cheese and the freezer. High-side equipment for lL FABRICATION SAVINGS 
£ 70,000 Ihe. of dried fruits a year; this zone consists of a 10-hp. com- 
* 1.500 crates of prantees monthly pressor with another of the same in all likelihood, Bundy engineers have already worked 
; F size as @ standby out fabrication problems on parts similar to yours. | 
26 Refrigerated Kooms Considerable frozen storage space Tapping this backlog of experience can mean better tub- 
3 im all, there atv ‘96 refrigerated '* provided by the three — Two ing parts at lower cost to you. Although the compressor 
© nome in the Colt Storage and Serv- ©f them are each about 21 by 26 ft part tube shown at left is reduced from ,,” I.D. to a 
? we Bidg. which are held at tempera in size while the third is of irregular ' 060" metering orifice, Length A must be held straight | 
y tures ranging from’ well below 0° F ney ong ~ bop _— 26 ; for 14”. Yet Bundy produces this part in just three press- i 
ening to 86 y 17 by y ; ; ; : : 
> flour and. pumpkon forage by nine Zone IV on the first floor includes | pre eer ermagtert ge ba |. dane smdoaoee 
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‘condensing units. There is also a ieht rooms handled by a 20-hp. com- Bundy experience spelled the difference between long 
tenth compressor: in! the machinery Presser The Zone IV rooms are as experimentation and speedy, economical fabrication. 
2 room which serves ‘the ice cream follows . 
=} . freeser Vestibule for freezer and frozen ae : Y, 
tt The latter is ® 7%-hp. machine, *torage rooms, 35 F., irregular pe 
x The others include; seven 20-hp. *hape: 13 by 35 by 17 by 22 ft 2 
4 units and two’ lis Cereal storage, 45° F., 19 by 41 é m 
Building is of opt story and base- mt - se° F. 21 by 41 ft 
‘ ment design with*l4 of the refriger- jour, 50 , ¥ , q 2 ; 
aled rooms and the machinery room Prepared meats, 35° F., 20 by 32 e@ PRODUCTION SAVINGS hi 
§ kcated in the hasanjeat The other 12 rt m | 
reoma, the large eahnuey, and the re- Cold room, 28° F., 20 by 22 ft. — Satan mires nll oo | ” 
cviving and processing room are on Cold room, 28° F., 20 by 22 ft alert for new ways to pare production | a 
4 the first floor Meat cooler, 28° F., 22 by 27 ft costs. Specifications for the compressor- } cc 
J } Meat cooler, 28° F., 20 by 20 ft unit mounting frame shown at left call for . / 
System Hooked. Up In Zones Zone V consists of the 744-hp. com- U-bolt locating notches (arrows). Although 
7 . pressor and the ice cream room. The ordinarily a separate press operation would in 
ae —ee or gre oo a - build- be required, notching operations have been Sy 
{ * rooms ary pokec up «as ve ing was inetaliied under wo con- . aot i the "3 fi ag 4 
: separate fonen, the rooms in each tracts by the Garlock Sales Co., ae ‘a of Bund . ame “6 
- sone being about the same tempera- Lansing, Mich., and Paul Garthe, Inc., k R Ms 4 Pra pesto. : 
4 ture Frigidaire outlet in Traverse City. Re- cavvy & wore. esult: minimum piece 
Serving Zone I we ‘two 20-hp. com- frigerator insulation and doors were price to customer because of decreases 
pressors with « third 20-hp. machine put in by the Tony Batenburg In- in handling and number of operations. 3 
ans a standby Alt the Zone I roomea sulation Co., Grand Rapids, Mich. The =| 
are in the basenyent, Their storage Christman Co and Distel Heating 212 oo OM +g 
5 function, temperdurp, and approxi- Co, Lansing, were the general and seine 
mate floor sive jcedlings are 8 ft mechanical contractors, respectively C peek Dic sds j : os 
high) are aa follows The work was performed under the 
Onion storage poor, 40° F., 20 by = direction of A. N. Langius, director 
zo ft > of the Building Division Department 
Pumpkines, 50° & , 27 by 20 ft of Administration The firm = of 
H Dried beans, '4O" F irregular Shreve, Walker and Associates of De- 
by whape: 20 by 31 ty 19 by 14 by 31 ft troit was the architect on the project é 
¢ Cabbage, 35° F,. 20 by 21 ft for the state of Michigan 
e Sauerkrant, 35. F« 20 by 21 ft One of the 10 compressors on this 
oe Butter, 36° F trangular shape job the 7'-hp. unit on the ice } 
vi 74 by 28 by Watt ; cream freezer has a water-cooled ® 
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FIRST FLOOR layout of Cold Storage and 
Additional storage and machinery rooms are locoted in basement 


Service Bidg. at Troverse City stote hospital 


5 Temperature Zones Hold Food-- 


(Concluded from preceding page) 
low during severe winter weather. 
These dampers are controlled by a 
modulating pressure switch. 

All the compressors are driven by 
440-volt three-phase motors. Control 
circuits, however, operate on 110 
volts. Compressors are neatly mount- 


ed on raised concrete bases with the 
use of vibration isolation pads. Ca- 
pacity reduction is also provided on 
each of the machines. 

At each compressor there is also 
a small panel board on which is 
mounted a pair of high pressure and 
oompeane gauges. 


427 


HOOK-UP of equipment is shown schemati- 
cally in color on large switch pone! door in 
machinery room. 


All the low sides in this installa- 
tion are blower coils arranged for 
manually controlled water defrosting. 
Operation of coils is controlled by 
liquid line solenoids. 

Driers and strainers are also in- 
stalled in the liquid line just ahead 
of the solenoids. But just ahead of 
the drier and between the solenoid 
and the expansion valve there are 
hand valves. There is also a hand 
valve in the suction line in each room. 

Purpose of these valves is to per- 
mit any component item to be 
quickly isolated for servicing or re- 
placement if needed. The entire sys- 
tem is similarly valved to bring in 
the standbys or cut a machine out. 


| from your refrigeration 
tubing dollar 


You get completely dependable tubing perform- 
ance, proved by the millions of refrigeration units 
made with tubing parts of Bundyweld since 1930. 


You get leakproof, lighter, stronger tubing with 
high bursting strength, high thermal conductivity. 
Bundyweld is the only tubing double-walled from 
a single strip, copper-brazed through 360° of wall 


contact. 


Dependable performance, unequaled tubing features, 
and priceless engineering skills—yours when you 


specify Bundyweld Tubing. 


You tap priceless engineering skills. Bundy engi- 
neers can often spot major savings in material 
and production costs during your design and plan- 
ning stages. And if you wish, Bundy will fabricate | 
tubing parts for you—deliver them as specified 
exactly when you want them. 


For your greatest refrigeration tubing buy on 


every count, specify Bundyweld. 


Contact a Bundyweld Distributor (listed lower left), or write Bundy Tubing Company, Detroit 14, Michigan 


3. TIME SAVINGS 


Bundy skill in creating fixtures 
to produce your tubing require- 
ments often leads to savings in 
time, savings in cost. A case in 
point is the ,\,"-O.D. freezer 
exhaust coil shown here. De- 
spite the many bends in various 
planes required, Bundy engi- 
neers devised a single fixture 
to produce the part complete. 
The result : more units produced 
per hour, less cost per piece for 
the customer. You get full bene- 
fit of engineering skills dedi- 
cated to lowered costs when 
you specify Bundyweld. 
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Activated Carbon Helps Keep Foods from 
Absorbing ‘Foreign’ Flavors In Cold Storage 


DANBURY, Conn.--Results of re- 
search into the effect of atmospheric 
odors in refrigerated storage rooms 
on food flavors were discussed be- 
fore the American Chemical Society 
recently by Amos Turk, director of 
research for the Connor Engineering 
Corp. here 

Turk told the chemists that an 
animal naturally selected a food diet 
which is adequate for itself by smell- 
ing it. He added that humans also 
predicate their food selection largely 
on odor and the odor components of 
their sense of taste. 

“At one time or another,” he de- 
clared, “everyone of us has had the 
occasion to reject instinctively a 
particular food which did not have 
its natural taste or odor. In this way, 
we automatically protect ourselves 


against possible spoilage or other 
adulteration. 

“The ‘natural’ flavor of a food, 
however, which is instinctively ac- 


ceptable to us, is by no means inde- 
structible,” he went on. “The neces- 
sity for modern methods of food dis- 
tribution to our large populations has 
inevitably led to circumstances in 
which a longer time interval elapses 
between harvest or slaughter and 
final consumption. 

“To eliminate spoilage during this 
necessary interval commercial re- 
| frigeration has been developed. The 
flavor of food, however, is heir to 
myriads of contaminating effects dur- 
ing cold storage. 

“These potential flavor contami- 
nants include odors from the storage 
structure itself and its insulation, 
from the organic material which has 
inevitably been adsorbed in the stor- 
age structure, and vapors and gases 
from the stored food itself, especially 


| when parts of the food have begun 


to decay. 

“In mixed food storage the danger 
of cross-contamination of flavor is 
always present, especially from spiced 
meats, cheese, pickles, as well as 
from small overlooked quantities of 
decaying meat or rancid fat. 

“The rate of flavor contamination 
of stored food depends on the concen- 
tration of foreign odorous vapors in 
the atmosphere. 

“Food storage experiments,” Turk 
explained, “were carried out in two 
duplicate walk-in coolers, one desig- 
nated as the ‘carbon’ and the other 
as the ‘control’ room. 

“The air in the ‘carbon’ room was 
purified by circulating it continuously 
through two canisters filled with 
activated carbon. This principle of air 
purification is the same as that em- 
ployed by the gas mask. 

“Identical fresh food (meat and 
butter) was kept in the two rooms 
and was subjected to various sources 
of contamination. These contaminat- 
ing sources included spices, sauer- 
kraut, pickles, paint, onions, melons, 
and spoiled meats and rancid fats. 

“The odor contaminants selected 
were intended to duplicate those 
likely to be present in commercial 
food storage, where different varie- 
ties of food may be stored together, 
unnoticed food scraps may decom- 
pose in inaccessible parts of the 
room, and, in rare instances, a stor- 
age box may be painted or oiled. 
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“The flavor of the food was judged 
by a panel of 10 food tasters, all 
selected from a representative group 
of office and plant employes. The 
taste scores and their statistical an- 
alyses showed slightly significant 
differences in meat and butter flavor 


_ due to removal of atmospheric odors 


by activated carbon 

“Foreign odors will contaminate 
food flavor to a degree which depends 
on the prevailing odor intensity in the 


storage space and the duration of 
food storage in the odorous atmos- 
phere. Food flavor contamination by 
atmospheric odors is not practically 
significant when the odor level is 


too low to be detected by the nose 

“Thus the positive removal of odor 
in a food storage space is, for all 
practical purposes, equivalent to the 
effective elimination of flavor adulter- 
ation by air-borne odorous vapors 

“This was further shown by the re 
sults of experiments in which the 
panel members judged that food 
stored under activated carbon air 
purification in a room with sources 
of contamination was equal in flavor 
to equivalent food stored alone in a 
clean room. 

“The taste panel members proved 
that the ‘natural’ taste is the pre- 
ferred one because the taste scores 
were overwhelmingly in favor of the 
uncontaminated foods. 

“Descriptions of the contaminated 
samples included ‘It's flat,’ ‘Off-taste,’ 
‘Lack of flavor, ‘Meaty,’ ‘Different,’ 
‘Gamey,’ ‘Sharp,’ ‘Odd,’ ‘Did not like 
it'-expreasions which reflect the pov- 
erty of language for describing odor 
and taste senses. 

“Some members were sufficiently 
acute to describe the butter stored 
with onions as ‘oniony,’ and the meat 
stored with pickles and sauerkraut 
as ‘sour’.” 


Savannah, Ga. To Get New 
Refrigerated Storage Plant 


SAVANNAH, Ga.--A new refrig- 
erated storage plant which will in- 
clude quick freeze facilities, will be 
built at the State Port at a cost of 
$1,168,068 by a newly formed cor- 
poration f 

The plant, to have a gross capacity 
of 350,000 cu. ft., will be constructed 
by the Georgia Refrigerated Ware- 
houses, Inc. 

John J, Rauers, Jr., 
Page, Jr. and William 
formed the concern. 


Owen H 
Lattimore 


Braverman Named Hirsh 
West Coast Representative 


SKOKIE, Ill. Joseph Braverman 
has been appointed West Coast sales 
representative of the 8S. A. Hirsh 
Mfg. Co., shelving manufacturer here, 
Dave Shulman, vice president in 
charge of sales, announced recently 

Formerly fieid supervisor of Hirsh's 
southeastern territory, Braverman 
will cover the seven-state region of 
Washington, Oregon, California, 
Nevada, Arizona, Utah, and Idaho, 
with headquarters in Los Angeles. 
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‘Commorciih Dealer 
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‘Contest To Pick “Grocer of The Year’ 


ATLANTA Picking the local 
(irocer of the Yprert and naming 
him at an annua yatty staged for 

‘Atlanta food retaiwysi| ae one of the 
wave in which Garden MeWilliama 
commercial pefrige Pttibn dealer here 
pite inte pieetyce toa promt making 


‘formula Win the grycers goodwitt 
‘ard keep it ei $ 

While he raintard 4 busy air con 
‘ditoning and heatgg department 


McWilliamea ‘ mejor .uterest in the 
tease of oodl-elore refpigeration equip 
tient And » hieved ® iprofitable vol 
ure tn this competitwe Reid 


‘ 
‘ 


In Atlanta Sponsors 


Explaining his approach to this 
field. McWilliams says We started 
out to make friends of our local food 
retailers and we have stuck to this 
system ever since By that I mean 
we spend a lot of time socially with 
our grocers and keep them coming 
in for other reasons than figuring the 
cost of a new meat case 

As a result of this policy, the Huass- 
mann dealer's refrigeration salesmen 
know most of their customers and 
prospects by their first names and 
something about their personal inter- 
este, family, ete It's a selling tech- 


_ HOW TO GET THE MOST OUT 
 ‘ SUNISO 


* *SUNISO OIL comes to vou clean and dry—-less than 2b 

arty of mowwture per million parts of oil Keep it that way for 
a wet results, Pry off the airtight seal with clean tools. Replace 
. the cap immediately alter drawing off the oil, thus keeping 


“the remainder from absorbing moisture from the atmosphere 


“- 
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IN CHARGING HERMETICS, the only way you can do 
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nique that has proved invaluable. 
The annual party for grocers is 
usually held at the Peachtree St. 
headquarters of the firm, with re- 
freshments and entertainment pro- 
vided. Sometimes the parties are so 
large that rented banquet rooms, or 
even larger quarters in local hotels, 
are required 
At each such get-together, McWil- 
liams names the “Grocer of the Year” 
and awards him a worthwhile prize 
Another McWilliams stunt is to 
sponsor a party whenever his firm 
outfita a new store. To every grocer 
in the city goes a mimeographed 
postcard inviting him to attend the 
grand opening of the remodeled or 
new store. McWilliams appends a 
note that the visit will teach the 
grocer a bit about refrigeration 
For the party, McWilliams pro- RIGHT, View of compres 
vides a band, usually broadcast time ‘ "00" shows Thermo- 
and prizes to attract the public bents end highside ia- 
Such events ordinarily cost the re- statletion. 
frigeration dealer little. He enlists 
the aid of other suppliers to provide 
free baskets of groceries, etc 
McWilliams is on hand to “shake” 
with each of the visiting grocers, and 
thus has become a familiar figure to 
most food-store proprietors 


OF 


REFRIGERATION OILS 


CHARGING COMPRESSORS sometimes calls for a fun 
nel or @ piece of tubing; make sure they re really clean. A 
little dirt can do a lot of damage to closely machined and 
fitted parts. If you suspeet you ve gotten dirt into the oil. 
diseard it. Your reputation is worth more than a can of oil. 


INSTALL A DRIER whenever vou have reason to believe 


. gn exact and thorough job ts to use a well-designed charging the oil or the system has picked up moisture. Frozen moisture 
> heard) Proper mamtenance of this equipment is important can clog capillaries, expansion valves ond other important 
vo he eure of gettung the long, trouble-free service for which arts. Properly installed. a silica gel drier—like this one 
! ermetios are noted, keep supply tank, tubing and valves as cing connected to a domestic unit — is highly eff -ient. Tt can 
. . a poghly can save vou many a service call-hack. 
ry ‘ 
° ’ : 
j ' Johnston Refrigeration, of Detroit, has used Suniso exclusively for over 14 vears. Johnston 
' Hs has never had wax or sludge problems, and this has given the firm an edge over com- 
é petitors using other oils, Many of the units serviced by the organization have not had to 
t A : be recharged in over 12 years even though some of the boxes operate constantly at —35 F. 
: ; : \ free booklet deseribing the various grades of Suniso Refrigeration Oils is yours for the 
} } ; asking. Call the nearest Sun office or write Sun On Company, Philadelphia 3, Pa., Dept. AC-12. 
‘ ‘ 
; ; ; NATIONALLY AVAILABLE. Genuine Suniso can be purchased through authorized 
‘ : $j KELVINATOR dealers and through wholesalers supplied by VIRGINIA SMELTING COMPANY. 
; : 23 
‘ : ots 
, } 
: SUNISO REFRIGERATION OILS « : 
' z SUN Of COMPANY, PHILADELPHIA 3, PA. - SUN O COMPANY, LTD. TORONTO AND MONTREAL 
t z 
; ' ‘ 
\ 15S 
° ; 
t : 
4 H 


instotied at Lincoln Troi! 
Turkey Form. 


2 Independent Systems 
Refrigerate Turkeys 
During Processing 


ATHENS, Ill. Two independent, 
automatic 5-hp. refrigeration sys- 
tems assure protection of the 11,000 
turkeys processed yearly at Lincoln 
Trail Turkey Farm here. 

Independent operation, it is pointed 
out, allows defrosting of one system 
while the other holds the box tem- 
perature, “thus accomplishing as 
constant temperature as possible.” 

Use of two systems also gives 
added insurance. In the event of a 
breakdown of one system, the other 
will prevent spoilage of the turkeys 
while repairs are being made. Tem- 
perature is controlled by thermostats 
connected to solenoid valves in the 
liquid line. 

Another feature of the installation, 
which includes two Kranter Trenton 
RC500 “Unicon” air-cooled  con- 
densers, two Kramer Trenton +12 
“Thermobank" combination evapora- 
tor systems, and two Brunner 5-hp. 
compressor units, is the arrangement 
of the Unicons to serve a second 
purpose : 

By the use of a simple damper ar- 
rangement, the air for the Unicon 
can be supplied from the outside or 
inside. During the summer, by re- 
moving the air from the _ inside, 
Owner W. Wilson is able to ventilate 
the working area at no extra cost 

Pressure controls were installed to 
raise the head pressure by stopping 
the Unicon fans when needed during 
winter operation. 

The installation maintains tem- 
peratures of 30° F. for chilling and 
-10° F. for freezing and storage. 
George Smith of George Smith & 
Sons, Springfield, Ill, handled the 
installation, which was purchased 
through U. S. Electric Co. 


JUST ASK US! 
Turn to “What’s New” Page for 
useful information on new products. 


DEAN 


“Job Tailored” 
_COLB 
PLA 


1042 DEAN ST. © BROOKLYN 16, N.Y. 
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By James D. Woolf 


No doubt you have had the experi- 
ence, more than once, of seeing no 
traceable sales results after running 
an advertisement (or a series of 
ads) in your local newspaper, or 
possibly after broadcasting a series 
of radio commercials. 

And then, perhaps, you have 
wondered if it really pays to adver- 
tise. You have heard exciting stories 
of advertising successes, but in your 
own case you have witnessed nothing 
spectacular. 

Except in special situations (mail- 
order promotions for example) the 
value of your advertising program 
should not be measured solely on the 
basis of immediate, visible, dollar- 
and-cents returns. 

Of course, as I have always in- 
sisted in this column, quick results 
are what you should shoot for. I 
have little use for advertising that is 
undertaken exclusively for its so- 
called “remindership” value. 

If you are in the business of selling 
merchandise (as against some sort 
of intangible service), each piece of 
copy you print should supply the 
reader or listener with sufficient prod- 
uct information to effect the sale. It 
should describe factually the im- 
portant features of the product and, 
most important, advance credible 
reasons how the consumer will be 
benefited if he buys it. 


PARAGON 


DEFROSTING 
TIME SWITCHES 


CHRONO-SPRAY 
Defrosting Control 
For Water-Spray Defrosting 

IT’S FAIL-SAFE! 


@A completely flexible defrosting 
control for Locker Plants, Brew- 
eries, Dairies, Walk-In Boxes, 
Unit Coolers, Air Conditioning 


@A synchronous motored combi- 
nation 24-hour Time Switch and 
60-minute Timer especially de- 
signed for water-spray defrosting 

@ Provides from 1 to 24 defrost 
periods per day. Also controls 
defrost duration in three sepa- 
rate adjustable periods: delay; 
water-spray, drain 

@ “Fail-safe" feature prevents possi- 
bility of evaporator fans running 
while unit is being defrosted. 
Complete flexibility with utmost 
simplicity 


Paragon 300 Series 


For All Types of Commercial 
Defrosting: 
@ COMPRESSOR SHUT-DOWN 
@ ELECTRIC-HEATER DEFROSTING 
@ HOT GAS OR REVERSE CYCLE 


An accurate, durable, 
Precision-built time 
switch for all types of 
commercial defrosting 
applications where de- 
frost is two hours or 


lass. Also made in 
eavy-duty outdoor 
type, Series 330. 


for 
UNIT COOLERS © WALK-IN-BOXES 
FROZEN-FOOD DISPLAY CABINETS 
LOCKER PLANTS * REACH-IN BOXES 
FUR-STORAGE VAULTS 
Made by America’s Largest Exclusive 
Manufacturer of Time - Controls 
for All Uses. 


For a ae $995 
PARAGON ELECTRIC COMPANY 


1667 TWELFTH STREET © TWO RIVERS, WIS. 


By all means, except in very spe- 
cial cases, your copy should include 
the price of the product and the 
terms of payment. 

If it is possible for any ad to pro- 
duce immediate sales for you, the 


Quick response is what you want 
ee” 
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2 TRULING ana SELLING 


kind of copy I have just described 
will do it 

Surely it has a far better chance to 
make a sale than a vague, non-in- 
formative “reminder” ad, no matter 
how “clever” it may be 

But if the kind of ad I advocate 
doesn’t pay off on the barrelhead, in 
terms of direct results, its indirect 
results will be far greater than you 
could possibly expect from an empty, 
meaningless “reminder.” 

There is always the possibility that 
your readers or listeners will remem- 
ber the persuasive and convincing 
specific things you have said about 
your product. They will not remem- 
ber generalities. 

Isn't it true that you, as a con- 
sumer, are sold on a number of 
things that you intend to buy one 
of these days? You are not ready to 


. buy right now, for one reason or an- 


other, but you have been persuaded 
and convinced by selling copy. 

It is impossible for copy that is 
strictly “remindership” to give any- 
body a real, deepdown conviction 
about a product. 

As most of my readers know, my 
definition of advertising is “Sales- 
manship in Frint.” This does not 
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mean that I place no value on in- 
direct results. The long-haul divi- 
dends that advertising pays are, of 
course, an important consideration 

But too many advertisers, unhappy 
about their direct results, quit trying 
for immediate returns. They slip into 
an indifferent attitude toward their 
advertising, handle it in a careless 
and slipshod way, and run copy 
hardly worthy of a high school 
freshman. “Oh, what's the difference,” 
they shrug, “All I'm trying to do is 
to keep my name before the public.” 

Salesmanship in Print is respected 
by the readerprovided it's honest 
salesmanship. No consumer will ever 
be offended by advertisers who give 
him dependable information in the 
manner of one sensible, fully-matured 
adult talking to another. 

Even though you set great store 
by indirect results, keep on trying 
for direct sales. Babe Ruth was 
never willing to settle for anything 
less than a homer. He was always 
in there swinging for direct results 
with everything he had. Sometimes 
he struck out, and sometimes-—-in 
fact, very often-—he'd get a free walk 
to the bag. Those gift passes were 
the result of his mighty reputation 


< 


Babe Ruth never settied for 
than @ homer. 


less 


as a fence-buster 

Don't quit advertising if every ad 
you run isn't a homer. Some of them 
will be if you swing with all you've 
got. Advertising really is Saleaman- 
ship in Print, at least some of the 
time, when it is planned and written 
with intelligence and enthusiasm. 

There is no reason in the world, in 
my book, why the objective of your 
advertising should be solely that of 
“remindership.” 

Give your readers or listeners “the 
works” every time you spend a dollar 
for space or time. Competition for 
the consumer's take-home pay is 
going to be terrific from now on in. 
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Of things to come 


| as a lot of people this is inventory time. But it’s time, 
too, to take another kind of inventory—an inventory of 
ideas, of accomplishments—and of things to come. 


If you're a Frigidaire dealer, here are some of the more 
important things that the past year has brought you. First 
and foremost, Frigidaire brought you the sensational Cycla- 
matic Frigidaire, with its Cycla-matic Defrosting, Roll-to- You 


Shelves, and a true Food Freezer-Refrigerator Combination. 
Also, Frigidaire gave you the unique and much-in-demand 
Filtra-matic Clothes Dryer, a completely new line of Food 
Freezers, the new Frigidaire Automatic Washer with Float- 
Over washing and rinsing, and a line of electric ranges that 
set a new standard for the industry. Add to this the complete 


line of Electric Water Heaters, the Prestoe-Matic Electric 
Ironer, the amazing Electric Dehumidifier, and the full line 


of Window Air Conditioners . 


..and you have a product 


line-up that just can’t be matched! 


And, what of the future? Well, let the past forecast the 
future for you. Let the prestige, the profit, and the products 
of Frigidaire’s past give you an inkling of what is to come. 


For great things will come to Frigidaire dealers tomorrow, 
next year, in the next decade. These are things that just 
automatically go with the Frigidaire Franchise. 


&& Frigidaire Appliances 
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‘Pre-Pared’ Potatoes 


Use of Refrigeration In Processing Helps To 
Make ‘Tarnish-Proof’ Spuds Possible 


NEW ORLEANS There's « new 
kind of potate on the market today 
Its a potato that 
labor 
possesses high quality 


saves time and 
of efficiency 


comes pee led 


loms, in the acre 
ready to cook, and creates no dirt or 
garbage 

But its biggest asset in the fact 
that it doesn't spoil after peeling For 
which thanks are due to @ large ex- 
tent to refrigeration 

Known as the “Pre-Pared Potato,” 
much of ite early publicity frankly 
that the already-peeled pota- 
to would keep for several days with- 
out refrigeration It was never an- 
nounced that it is refrigeration dur- 
ing production phase which makes a 
tarniah-proof” spud possible 

Here's how it happens at the Bren- 
nan Pre-Pared Potato Co. in New 
which is licensed to use a 
process and treating solution 
patents controlled by Miller's 
Prepared Potato Co. of Blue Island, 
I 

Potatoes arrive at the 
this is no small 
Into large automatic peel- 
ing machines go the spuds on the 
first leg of a quick production jour- 
ney Here they are machine peeled 
and scrubbed with a hot 


stated 


Crrileans 
mc ret 


under 


warehouse 
in carload lota, for 


enterprise 


caustic #0 


lution next washed free of the 
caustic, then popped onto a conveyor 
where workers gouge out potato 


eyes and other potato waste 
Then, still aboard the conveyor, the 


OE 


“ 
nc = a 


lor ee etriviled prosect 


wi e+ i a Sa 


il fe's there 
ol¢-Trux Bulletin. 


} 


Kocp-Ro 


4 


~.°2 © 


For complete details 
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an now be as fully automatic and 


The Kold- 


two + 50° as 


potatoes move through an automatic 
slicer, that is, only if they're to 
eventually wind up as French fries, 
and then into a large, slowly rotat- 
ing drum 

It's in this drum that mechanical 
cooling comes into the play, making 
possible a peeled potato ready for 
use and in excellent condition for 
days, without deterioration 

In this drum the potatoes are im- 
mersed for several minutes in a bath 
of a secret solution chilled to a ape- 
cific low temperature. It's the treat- 
ing solution correctly chilled which 
rapidly removes the heat picked up 
by the spuds during the hot caustic 
peeling operation and cools them well 
below normal room temperature 

To refrigerate the solution uni- 
formly, John T. Brennan, president 
of the firm bearing his name, in- 
stalled a York “High-K” cooler 

Continuous circulation of the treat- 
ing solution over the cooler and then 
through the bath or tank where the 
revolving drum carries the potatoes 
through the solution assures proper 
cooling and uniformity 

To restaurant owners the pre- 
pared potato has meant the end of 
potato peeling machines plus the 
labor and time spent removing skins 
and eyes. To the housewife it can 
mean less work at the kitchen sink 

Statistics show that many a res- 
taurant has cut potato costs as much 
as 30° by using peeled potatoes 


FULLY AUTOMATIC 

POSITIVE TEMPERATURE CONTROL 

ENGAGES AND DISENGAGES WITHOUT SHOCK 
ELECTRICAL PLUG-IN FOR “OFF THE ROAD” OPERATION 


FIELD PROVEN THROUGH YEARS OF USE 


pull-up Profits 


FIGHT. john Tf 
of the Brennen Pre Pored 
Pototo Co., New Orleans, 
lo.. inspects the 30-Ib 
begs of pre - pored 
French fries im the cold 


Brennan 


storoge room. A York unit 

cooler, installed by Guil- 

York, Inc., York Corp. dis- 

tributer in New Orieons, 

is shown of the top of 
the photograph 


LEFT. York High-K cooler 
which cools the secret 


treating solution used to 
coot the ‘pre-pared’ po- 
tatoes. 


REMCO Loss Eliminators 


for You! 
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FROST-TITE 


Frost-relieved Flare Nuts, 
guaranteed not to creep, loosen 
or crack. A must for lowside 
applications. Should be used 
everywhere in the system. 


E-2-SEE 
100% foolproof Liquid Indi- 
cators. Guaranteed to eliminate 
losses from leaking. With new 
“FLO INDICATOR” flap to 
indicate all variations of flow. 


STANDARD-DUTY DRYERS 


The lowest-cost, most efficient 
molded driers on the market. 
Ideal for use by original equip- 
ment manufacturers and for 
field installation or service re- 
placement. Available with 
either Molded REMCAL or 
granular Silica Gel. Cap. \4 to 
1'9 HP. 


SEND FOR DESCRIPTIVE LITERATURE 


REMCO 


t'NCORPORATED 


TELIENOPLE PENNSYLVANIA 


Corried in Stock by Leading Wholesolers 
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Cr012- Flo 


POSITIVELY THE MOST 
EFFICIENT DRIER-FILTER MADE! 


New Cross-Flo is now greatly im- 
proved — with new REMCAL 
super-strength drying element, and 
new FIBERGLAS Depth Filter. 
New Cross-Flo guarantees in- 
creased flow area, increased mois- 
ture-absorbing capacity, increased 
filtering capacity, all-around im- 
proved efficiency that positively 
does away with pressure drop, 
premature clogging, and plugging. 
See it now at your wholesalers. 
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‘Try It and See’ Technique Sells 14 
Room Coolers In Texas Town of 2,000 


MART, Texas—Encouraging farm- 
ers and ranchers to “try one out at 


home,” sold a volume of 14 1-ton 
room air conditioners during the 
summer for Lloyd Anderson, head of 
Lloyd Anderson Lumber Co., build- 
ing materials dealer here 

Normally, the sale of 14 package 
units would not seem outstanding. 
But Mart is a tiny community of 
2,200 people, out in the central Texas 
cottoniands. In view of this, the vol- 
ume is a real achievement. 

Operating a well-equipped service 
shop and appliance department in 
conjunction with his building mate- 
rials business, Anderson from the 
beginning of 1952 went after the 
“farm market.’ There was good rea- 
son for this because most central 
Texas farmers have prospered 
through both agriculture and live- 
stock. The cotton crop was above 
average for 1952, despite serious 
drought, and beef prices hit a new 
high. Thus, both ranchers and cotton 
growers were well able to afford air 
conditioning, Anderson reasoned. 

He also figured that most of the 
farmers who came into Mart on Sat- 
urdays came to town with truck or 
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ARROW PRODUCTS 
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YOU 
SHOULD 
BE HERE 


... to see and learn 
about the latest 
developments in 


AIR CONDITIONING + Heating + Ventilating 


With industry spokesmen predict- 
ing that air conditioning will soon 
reach “boom” proportions, it’s im- 
portant that you know what's new in 
air conditioning . . . study the most 
modern applications developed for 
every size and type of building, plant, 
and residence . . . get all the informa- 
tion you must have to take advantage 
of the great and growing demand for 
air conditioning. All this and much 
more await you at the 11th Air Con- 
ditioning Exposition, largest of its 
kind ever held. 

Over 300 technically-staffed ex- 
hibits will provide an exceptional 
opportunity for you to get a first- 
hand look at the latest products and 


Thin INTERNATIONAL HEATING & VENTILATING EXPOSITION 
Under Auspices of American Society of Heating & Ventilating Engineers 
co 


your key to °53... 


wagon, capable of carrying a pack- 
age conditioner. Thus, as soon as a 
farmer coming into the Anderson 
Lumber Co. for lumber, hardware 
items, or tools, showed any interest 
in a package cooler, he was invited 
to “try one out at home.” 

The Texas lumberman was vehe- 
ment about it, assuring half-way 
convinced farmers that no obligation 
was involved, and asking them to 
allow the unit to be loaded in their 
own trucks. This got the room cooler 
to the farm home successfully, where 
an Anderson representative could 
handle the installation with the farm- 
er’s help 

Net result was as many as eight 
room coolers loaned out over the 
weekend, when the farm or ranch 
family was likely to be spending a 
day at home. With the central Texas 
temperature soaring above 100 for 50 
days without a break, the coolers ef- 
fectively “sold themselves,” Ander- 
son reports. Rarely was it necessary 
for him to pick up the cooler for re- 
turn to the firm. 

“At least three fourths of such pros- 
pects are sure that they cannot cool 


old farm houses with package units,” 


he smiled. “The only answer to this 
attitude, we have found, is on-the- 
spot demonstration. Getting the farm- 
ers to help us out with the insalla- 
tion and learning something about 
the units in the process, wiped out a 
lot of other sales resistance.” 


Warren-Connolly Takes on | 
*Vornado’ Air Conditioners | 


WICHITA, Kans.—-Appointment of 
Warren-Connolly Co., Inc., New York 
City, as exclusive distributor in the 
New York area for “Vornado” air 
conditioners was jointly confirmed by 
O. A. Sutton, president of O. A. Sut- 
ton Corp. here, and E. L. Frohlich, 
vice president and general sales man- 
ager of Warren-Connolly Co. 

The 1953 line of Vornado air con- 
ditioners will include both 4 and 
%-hp. models, the manufacturer 
stated. Each unit includes such fea- 
tures as styling in harmonizing colors 
and air circulators “which not only 
direct the refrigerated air in any di- 
rection but also permit penetration 


of the cold air up to 30 ft. in the | 


room for rapid cooling.” 


methods developed for air condition- 
ing all types of commercial and pub- 
lic buildings, industrial plants, and 
homes .. . compare hundreds of new 
improved items, large and small. . . 
find cost-saving solutions to your 
problems by discussing them with 
engineering specialists. You'll be 
MONTHS AHEAD in FIVE DAYS. 


Arrange now to ATTEND and 
BENEFIT from this exposition of 
ideas and progress. 


INTERNATIONAL AMPHITHEAT RE 


CHICAGO 
JAN. 26-30 


| Frigidaire Adds 1/3 and 3/s-Hp. Models to New Room Cooler Line| 


Twin Compressors Are 
Feature of 2 Top Models 


DAYTON — Some details on the 
new four-model line of room air con- 
ditioners introduced recently by 
Frigidaire Div., General Motors Corp. 
have been released by the company 

The line now includes models of 
ts, “. %, and 1-hp. sizes. The ', 
and \-hp. sizes are new this year. 
The units have been named accord- 
ing to their horsepower rating and 
will be known as the “Super-33," 
“Super-50,” “Twin-75," and “Twin- 
100.” 

All four models perform the func- 
tions of true air conditioning by pro- 
viding fresh air, exhausting, circulat- 
ing, filtering, and dehumidification. 

They are similar in outward ap- 
pearance and design to the present 
models and are completely self-con- 
tained and easy to install. Controls 
are located on top of the unit with 
4-way adjustable louvers and vanes 
at the top front to direct air to any 
part of the room. 

The Super-33 and 50 have one 
Meter-Miser, while the Twin-75 and 
100 models have two Meter-Miser 
refrigeration systems, providing ex- 
clusive “Selective Cooling.” 

This cooling operation is said to 
be more economical and versatile, be- 
cause one or both of the twin Meter- 
Miser compressors can be operated, 
depending upon outside weather con- 
ditions. 

One of the Meter-Miser units sup- 
plies adequate capacity to cool and 


ONE Coil 


ONE Coil Sleeve 
ONE Coil Plate 
ONE Housing 


save you! 


ALL JE Solenoid Valves Have These 5 Major 
_ Features of Dependability 


@ TIGHT SEATING —NO BUBBLE TOLERANCE 


Plunger 


... fits every J-E Solenoid Valve, from 3 
| tons to 400 tons of refrigeration. Think 
| of all the confusion and delay this will 
| 


Sy 


TWINS POINT TO TWINS—Alice ond Ann Bokenkotter show how 
two Meter-Miser compressors operate in Frigidaire's \% and | hp 


room air conditioners 
hence economy, 


Compressors permit 
by operating one of both depending on 


“selective cooling 


weather conditions 


dehumidify a room during the night 
or in temperate weather. However, 
during extremely hot days both can 
be operated simultaneously to handle 
the increased air conditioning load 


Provide Complete Interchangeability 
of Coil Assembly... 


@ SIMPLICITY — ONLY TWO MOVING PARTS 
@ LONG LIFE— COOL COILS 
@ DURABILITY — ALL CORROSION-RESISTANT MATERIAL 


@ OPENING PRESSURE DIFFERENTIAL — HIGHER THAN MOST 
OTHERS ON THE MARKET. 


May we submit samples for your test and approval? Write today for details. 


—SJACKES-EVANS MANUFACTURING 
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COMPANY. 


DIVISION 


Also, on all models, the blower fan 
can be operated by itself to provide 
air circulation only. Units project 


only 13 in. into room and are finished 
in a dove gray enamel 
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AIR CONDITIONING & REFRIGERATION NEWS, 


‘Do It Every Time sia: 


. By Jimmy Hetlo 


THE FELLA NEVER 
CALLED BACK FOR 
THIS ONE ---- BEEN 
= HERE A YEAR>:> 
( TAKE IT FOR 


NEW 


a9 8: aay ~ 


WHATTA 4 MEAN 
(A SOLD IT P! THERE'S 
MY TICKET! I BEEN OUTA 
TOWN ? THAT'S A $ 20 
GAw! SwiSS STEEL! My 
BRUDDER -IN- LAW iS / 


Have Vou READ ‘Peace and Progress’ Yet? 
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CLEANABIGTY: costs no more 
in the ngw MM condensers. 
Tramertious productive 
copocit? hes now made 
even th® smallest models 
(Vy WPL competitive with 
nonw-cleabgable units. 


CLEANABISITY is availoble 


now fr many manvfac- 
turery are equipping 
even thér vmallest assem- 


blies. wah cleanable HM 
condensjis in answer to 
industry Ppmonds. 


vis 
CLEANABIUTY: prolongs the 


life of ahy ynit— maintains 
new-unit effeciency indefi- 
nitely by yemoving corro- 
sien Gecueulption. A spiral 


tool Goes the: cleaning job. 


YH OOOO OOS 


"Your No.1 DEMAND.. 
‘the CONDENSER must he 


CLEANABLE 


3 
«Why noe insist chat your nexe unit have a CLEANABLE water-cooled condenser? 
‘¥ Especially since leading manutacturers, one after the other, are recognizing the 
emit ¢ fabvant ages of accessthbilitw co cleaning and are equipping their units accordingly. 
They realigd that matial purchase cost ts no higher, and longer life and more economical 
perform snc att guaranteed) The CLEANABLE feature 
nables vio o recover new-untt efficrency and 
thus n sirttatel “¥ nomical operation todetinitely MM 
ln Halsicas Ni Macchell Cleanable Condensers, water tubes | 
at nh trom both cnd all size models ) | 
iy h 24 a all water { ib] count 
‘ 1 
4, é Bee 
ti : 
| 1 stead ke | 
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“| have always felt that whatever the Divine Providence permitted 
to occur | was not too proud to report. The people are not served 
by pussyfooting, or by that sort of journalism in which nobody will 
ask who is the editor of a paper or the writer of an article, and 
nobody will care.""—Chorles A. Dana 


How Bright Is the Future 
Of Air Conditioning? 


(Concluded from Page 1) 


of today’s city dweller will be considered an interesting bit of 
medical history of the early and mid-Twentieth Century. Disease 
germs carried in the air will no — be encountered in the places 
where people work and live.”’.| 

Sounds wonderful, docan't t it? If you've had your ear cocked 
to ground rumblings in the air conditioning industry, you'll know 
that this business is ready to erupt into explosive sales. 

As a virtually interested observer of the air conditioning in- 
dustry for 26 years, AIR CONDITIONING & REFRIGERATION NEws has 
recorded and reported a plodding up-and-down sales pace most 
of the time. 

If you'll allow us a sports simile, we have been a combination 
of umpire and coach. As an umpire we have “called them as we've 
seen them.” As a coach (and industry spokesman) we have ex- 
posed and delineated new or overlooked air conditioning markets. 

By example and by suggestion, we have urged News sub- 
scribers to sell air conditioning to the American public as a year- 
round necessity, rather than a hot weather gimmick or short-term 
promotional freak. 

After a season of protracted steaming weather in 1952, we 
now hear our early and repeated words echoed by others. Predic- 
tions come from everywhere that air conditioning will achieve 
the pie-in-the-sky magnitude predicted for it every year ‘way 
back to the time when AIR CONDITIONING & REFRIGERATION NEWS 
began to promote it. 

We go along with this rosy view, of course. And it’s about 
time that our Crusade for Air Conditioning as a Major Industry 
should pay off for its advocates and believers! Like never-say-die 
stalwarts of the Republican Party, our patience has been tried 
sorely in the last 20 years. But now we are glad that we kept 
the faith and stuck stubbornly to our convictions. 

Designing engineers, distributors, dealers, contractors, whole- 
salers, and service organizations who also have “kept the faith” 
will own a leading role in this unfolding drama. (Incidentally, 
these firms subscribe almost 100% to AIR CONDITIONING & REFRIG- 
ERATION NEWS.) 


Air conditioning specialists who read and trust the News 
have a sure and thorough knowledge of the installation, use, and 
servicing of air conditioning equipment. They have suffered 
through the sometimes thankless tasks of promoting and gandy- 
dance pricing, fighting through government restrictions, and the 
headaches of service and maintenance. 

From the time it was an expensive novelty, to its present 
acceptance on the part of an eager public, they have been air 
conditioning PIONEERS. 

Theirs is a knowledge and experience which cannot be dupli- 
cated. 

We repeat that YOU, Mr. Subscriber, are needed—and not 
only to install and service residential systems, but also to lead 
the way in promoting and selling such equipment to laggard com- 
mercial and industrial buyers. 

Don't settle for the poor half of a loaf! Capitalize on your 
proven abilities! Act now to claim your rightful place in the 
rapid expansion of the entire air conditioning business! 

Nobody else can do it so well. 
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Refrigeration Wholesaler’s Inventories, 
Sales Show Slight Decline from Year Ago 


WASHINGTON, D. C.—-September 
sales of appliances and specialties 


wholesalers advanced 1% over the 
same month of 1951 and were up 
25% compared with August, accord- 
ing to the Bureau of the Census. 

Refrigeration equipment and parts 
wholesalers, however, reported sales 
off 2% from a year ago and 7% 
from August. 

For the first nine months of 1952, 
sales of appliance and specialties 
wholesalers declined 10% compared 
with the like 1951 period, and those 
of refrigeration equipment and parts 
wholesalers slipped 3%. 

Inventories of appliances and spe- 


cialties wholesalers at the end of 
September were down 22% from the 
year-ago level and unchanged from 
August. 

Stocks of the equipment and 
parts group decreased 6% compared 
with the end of September, 1951, and 
increased 2% from August. 

September sales of U. S. whole- 
salers as a group rose 8% above 
both September, 1951, and August, 
but their sales for the first nine 
months lagged 1% behind the like 
period of last year. Inventories on 
Sept. 30 were 1% above the Aug. 
31 level but declined 11% from the 
end of September, 1951. 


Per Cent Change Sept. 1952 Pane! 
9 Mos. 
—Sept. 1953— 1952 No. of Reported 
from Dollar 
Kind of Business and Sept. Aug. 9 Mos. Values 
Geographic Division 1961 1962 1961 ing (add 000) 
Appliances and specialties wholesalers . 1 +23 —10 114 26.802 
New England 0 +22 “4 8 1,186 
Middle Atlantic i +39 —22 25 10,367 
East North Central +13 +37 —16 2 4,276 
West North Centra! + 3 +17 -9 a 1,213 
South Atlantic + 6 +13 +11 21 4,420 
South Central +2 +1 +10 12 1,643 
Mountain +35 +33 +7 6 1,323 
Pacific +8 + 6 0 13 2.374 
Refrigeration equipment, parts (com’l) — 2 7 3 7? 2.068 
Middle Atlantic - —20 -7 5 12 436 
East North Central 8 ~20 —5§ 23 299 
South Atlantic +13 +3 +2 22 ma 
South Central 45 +18 4 140 
Pacific +10 -8 7 9 258 
Inventory, End-of-Month (At Cost) 
Per Cent Change Sept. 1952 Panel 
pt. 1952—- rted 
trom No. of Dollar 
Kind of Business and Sept. Aug. Pirms f Values 
Geographic Division 1961 1952 Reporting (add 000) 
Appliances and special holesalers —22 7) ow 22 563 
New England ~§ -14 5 938 
Middle Atlantic 30 +10 16 6 560 
East North Central -20 ~ 6 15 3.676 
West North Central « 1 11 2,066 
South Atlantic . ‘ 1 17 3.76 
South Central 19 +4 10 2.111 
Mountain —18 ~ 6 6 1,130 
Pacific 12 18 ty 2.319 
Refrigerati quip .» parts (com’l) 5 + 2 6s 4.523 
Middle Atlantic —13 +3 ll 941 
East North Central 12 0 18 810 
South Atlantic + 5 3 22 1.442 
South Central 9 ° cf 
Pacific 13 1 “ 554 


*Insufficient data to show separately 


SO DOES YOUR 
PRODUCT'S REPUTATION 


FOR DEPENDABLE PRODUCT WIRING USE 


TULELTRIL 


TRAOE mane 


Weme 


MS 


Year after year — for over ten years — UNILECTRIC 
has produced millions of wiring systems, for more than 150 
leading manufacturers of electric and electronic products. 


investigate UNILECTRIC today. 


YuecTRIC Wire Systems 


Manvfactur: 
UNITED MANUFACTURING 


PAAR SOUTH 6th STREET © 


From freezers to complex armed forces equipment, these 
wiring systems have consistently met the most exacting re- 
quirements and provided substantial savings to each customer. 


To assure utmost dependability plus cost saving engineering 
assistance, low cost production and “on-schedule deliv 


ery” 


ed by i 
& SERVICE COMPANY 


MILWAUKEE 4. WISCONSIN 


AIR CONDITIONING & REFRIGERATION NEWS, 


Chase Brass and Copper 
Transfers Stroth, Meyer 


WATERBURY, Conn Ralph H. 
Stroth, formerly assistant manager, 
Cincinnati district for Chase Braas 
& Copper Co. Inc. subsidiary of 
Kennecott Copper Corp., has been ap- 
pointed Indianapolis district manager 
for Chase according to W. C. Gram, 
central regional manager. 

He will have charge of sales in 
the Indianapolis territory, compris- 
ing 


most of Indiana, and _ will 
supervise the Chase Indianapolis 
warehouse. 


Stroth joined the Chase sales staff 
at Cleveland in 1926. In 1944, he was 
appointed assistant Cincinnati dis- 
trict manager 

Vincent Meyer, formerly Indiana- 
polis district manager, has been ap- 
pointed to the Chicago district sales 
office. He has been associated with 
Chase since 1926, serving as district 
manager at Indianapolis since 1945. 


M-H Names McRoberts 
As Market Supervisor 


MINNEAPOLIS—-Leo C. McRob- 
erts has been promoted from account 
executive by Minneapolis-Honeywell 
Regulator Co. to market supervisor 
in the appliance controls division, it 
was announced recently by vice presi- 
dent John E. Haines. 

McRoberts will direct sales of auto- 
matic control equipment made in the 
firm's Los Angeles plant for the ex- 


panding space heater market, Haines 
said. 
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Allen-Bradley Sales Conference 


ONE HUNDRED ond sixty-one distributors of Allen-Brodiey motor controls ond 115 home 
office management ard design executives met for a four-day sales conference at Nippersint 
Manor, Genoa City, Wisconsin recently. Shown above is les C. Watson, monager of dis 
tributor sales, honding diplomas to the visiting jobbers’ salesmen at the close of the 


conference. Flanking him in the rear of the picture ore F. F 


Melion. 


Cutler-Hammer Names 2 
To Industrial Sales Posts 


MILWAUKEE.-P. S. Jones, vice 
president in charge of sales, Cutler- 
Hammer, Inc., has announced the ap- 
pointment of M. R. Brice as division 
manager, industrial control sales. 

Jones also made known the ap- 
pointment of K. M. Nelson as divi- 
sion manager, industrial control 
sales. Nelson will have sales respon- 
sibility for a segment of the com- 
pany'’s industrial control line. 

Brice has served in the Cutler- 
Hammer engineering departments, 
headquarters sales, the St. Louis dis- 


loock, president, and J. i 


chief engineer of Allen-Bradley Co 


trict sales office, and as an indus- 
trial specialist 

Nelson joined the Cutler-Hammer 
engineering department in 1942 after 
graduating from the University of 
Michigan and was transferred in 
1946 to the resale sales division as 
an industry specialist 


Roche & Hull Opens Larger 
Branch In Salisbury, Md. 


BALTIMORE. -Formal opening of 
its new and larger branch store at 
Lee and Cooper Sts. in Salisbury, 
Md. was recently announced by Roche 
& Hull, Inc., refrigeration equipment 
wholesaler here. 


Service Costs Much Lower... 


than any other retngeration 


equipment we have yet handled” 


Outstanding performance — plus lower service costs 
— convince large Mississippi Valley distributor that 
Kelvinator condensing units are tops in the field. 


Commercial Refr 
1208-10 N. 7TH STREET 


Nash-Kelvinator Corporation 
14250 Plymouth 
Detroit 32, Michigan 


Gentlemen: 


feel that one ye 
fully analyzing the results w 


but exceed them by far. 


we are very welf pleased 
and we are especially ple J 
on Kelvinator equipment, per : 
that of any other equipment w 


are looking forward to a long, 


INTERSTATE EQUIPMENT, INC. 


oisTRI@UTORS OF : 
igeration and Air Conditioning Equipmen 


eT. Lous 6. ~O 


ommercia! products 
rted handling Kelvinator ¢ 
One year ago we sta 


{rom the Saint Lou . 
which we have Peet ae to ‘tell the story - After «re 
ar is long e have had with your products, 


very pleased to state, they not onl 


ipment, 
riormance of your equ 

— ae {act that our service cost 
ntage -wise, is much lower than 
have yet handled. We have been 


handling nationally known products. 


that 
Pere sdige thet > gen Maadle Kelvinator products, and that we 


PHONE CHESTNUT 2816 


April 14, 1952 


ouis Branch. We 


y measure up to expectations, 


we are very happy with our 
profitable and mutually beneficial 


erely yours, 
NTERSTATE EQUIPMENT, INC. 


oe 


Tibor Weiss, President 


Profit Today ...Buitd for Tomorrow with 


Kheclruseatovr 


The Name that Selie...The Name that Satisfies! 


See the selec- 
tion of 16 Kel- 
vinator Her- 
metic models, 
up to and in- 
cluding % 
H. P. (includ- 
ing new 
FREON.22 
models). Five 
year warranty 
(optional). 


See the com- 
plete range of 
Kelvinator 
open-type 
condensing 
units —reng- 
ing from % 
H.P. upto and 
including 5 
H. P. 


. =n ae eae Ce ae ey ae Ps | oe ; 
— i. ae ee ee 4 an —e : 
a ee Ba. - ~ ae 1 mati: 2: le a {a ae g See Res - ce ob 
t| ae 
Na ARE a iy a : 2 i, ‘ a F a i a 
— = {tA =. <= 
i { poo * ‘e oe Se a 
| mee Service & Supplies : € . 
ad , ' a .. 1100 1 = - $ 
= ~~ ar - 7 
a : } | 
i —— . mm 
i ia << 
. ee 
; i Be | 
|e ns 
ii, a “ 
| > . . : 
a 
b 
4 : ry 
Se 
ee 
mS | 
j 4: 
| —says Tibor Weiss, President, Interstate Equipment, inc., St. Louis, Mo. a 
Be " | — , 
a 7 
j Ee 
. eer . 
: ‘ | 
os ; 
| CoB ate 
es ' Ba ’ 
wi 
ji g¢£g- Say se“ ‘ 
IF THE WIRING FAULS__ -——o PS oan 
Le= 4 . S | are : 
< Ss ES See 
; «i . => ~< B Met Fo. 
Ye ll —E | aan / 
Ee Fee i 4 } 
; 7 . ‘ a a 
ne eth ud 
a 
' = — ~ cis 
| Ce YN Z* “ae 
relationship. ms ye 
taeda ee ke 
ae" ee . 
5 / 
i 
| 3 
an ss a 
| . =, — ——— - 
| - ; | : 
| ee | \ || 1 : | 
{ Ketvinetor Ketvineter Ketvinerter , 
| ~~ J Beverage (ose: Feed Merchendisers Water Coolers bee Croom Cabinets Dehumidtiers 
‘age ee 2, ae Se ee ee cd ee i en : ; ; 
zs ee aes Bi)! ee ce | as pt pee See . 
ae Se Se i eae a ae * eee sa 


tate A Gren +. 4. ee. Seon as 


-- 
- © : 
ee 


ae? 2. ee 
ses #* eee 


sv2r*- 
sas 


é 


ae 


‘ 


THE GREATEST BRAWS 


DX PAN; 


7 


a 7 a ees er a Sal aa ¥ =] ne ike : : . ; ; : a 
Hee Seon airy ee ap eng? Era, 3 Pe ase Som Wh ee a A a pote 4m es z= ee Re are ge a eee 
ee ee Sh RS © eters & a 2 eee a eee Cle a ae Be. a Co re 
"aE = ee ae # ‘ ‘ - y 
‘ : : 
} 
F rv x ~ e ’ ~ 3 a. ° - ? . ae : A 
‘ “4 sag _—— - il 7 , — oe z= 
P ms q " a a pe aaa “ a a Sk ig “Se 2 te; ae ee he 4 ._ #.. 7 ee. yan ‘ ene" & . re < od i" 
1 a — ho” — a ee ee =. aie & ae ore ee gern : 2 oe - 
o ee id 4 as My i? a = ‘i gene we ine : % lie 3 ia ied » i. t= a ' : 7 : . are a * : - 
’ - pulps BY es — : a! ee eee en: ee ey ae ai oe - 
i ae, Le a" et, oe ey ee See Oe 
. , y 4 \ to ” hd Bie aa ae Be. x A iit ae a a > ean - atl . 
Tee aa em Ye Ne : 
tee mae OS Cp  . eS ae ee oe i 
re 3 ae a 3 t f a pe 5 i be , r re E : et r * ‘ ea we e : a 4 eat afl ’ gat . y - ; 
Joo bs * * Le - all : ON he " ty my ved r tues ; aa \ mae = 4 : P a ‘ 7 - ie 7 
Lo hd ® ’ g dy e ” Oya ’ = ie j os ieee 2 oe " pe "-. = i Be } 
im. ; : a Pago ee a ©. se ” ~— : 
3 . : ' , F . a a a 4 7 E.. é et , . 3 . l 
| 2 | — el - oe 4 4 ae a ee FETh oe — et ‘ oT ed | 
ig at rr a. . ee i an a. me ** nent , ™ Sa 
t ‘i om ». > o 7? ee Se oy i : ae “ae .- ie ii 435 gl Bee y a. . 7 oR 
. ee 7 a eee | : _ iy gS ge ee ‘ ly ps : * *» ; 
ag. ee | ie jee 2 rn : 7 / a: Wee yo } ie | 
—_— ee |) ee Ee a = ‘€, oh _: > 7 ; a . ~~ oe ; ” Mattia rey, ae TT 1} 
_ aif rio? wes: Soe ae od e ie ae : a ee +. a i 
+ aaeaeed ae Ske > web . Saat : Ss = {es > ~ ia noe 3 © oe SO . Ey %4 : OS ; ’ ad me oe TT sel ; 
a th m1 ah ® 5 ’ te, Ms ae “ie ale ‘ a4 s — a os )!hCUC«*SE he ae & 7" a2 9 7 a } 
= Ps fe oe f, « De aes Ee eae P _ go cur ee as ion ae a 35 . is « pe ~ 
. eee eT an, es ‘ ‘’ ‘ aa ee oe ee me oh 5 ae Waa . i oa } 
} e. [ . oo i iM + pd * - woe a = ‘ aS = as = ® vs ; i ae 2 bof » 4 Rea 7 po 
« on t A ee Se r; > a ed ciao ae J -o Be Oy . oi 
‘ : Leue , , L / =. a — : 4 ae ae ke eo. Jae -. ' & 2@ ee 4 “s fz ~<a... 
ss : a pit, ea — ——————— lh /, P a _— er 
sil . a. ——_ aero | ~ : ed de -_ 
Pek al d az if Pr ae & a . 4 ae, gee, i: we oe Beng* >) ose “{ 2 : 
1 ast y 4 ¢ Le = 5 on 2, s, x > Cpe ae a pe eH ‘ 
, ‘i: el, . 4p Lae — — ae " 4 piss a 2 2" Oe & i* ’ 
| eg RE so |) = SS, i 2 =m . a2 Tdi i 4, 
, } p | ar} ~ ; oe ee _ i F . - er : + & 2 te bs: 
’ { - aa ~~ = ' a ee a ’ . ” ' si ;* + See ’ oo . 
f a eS + oa is Ee ee a . i “4 3 < 
ud Py .* Fe th : ! ie in i ae / bf BA 2g 4 roger ee a Pee ; , 
a4 ; ; - yh ; ee A Ng ar ' tod ~\ ii a ame 
all§ ae ah ; en ie fr, “a . ’ a —— a 
le eS COEECC eee om 1 ee ch 1 OE 
— ie ‘-_— —eo | Geis) a. Ga 2 
i ae cis ee ae é h “ee s o cae re Ls 2 oo e. 1 
3) 1. 2 @ >  he® ; 4 y “3 i ae ee ee 3 
‘ a i r they Zz | ) 4 Sea . . vat A ty f i Fen, an ee 
» { vw x jake a : ba Pea “ee oe i i ee 
4° a ‘ifs i % J ia ' a - Bo a = a - ¢ 3 el P ee a 4c Cae 
«ts ‘¥ yt : . r vad . io * i ae.) 0 See a 
ae i | : oo. a. a ' ue “i | een, a i ae 
ie +» a bi : tag ’ . at 5 ‘. x a ie TT ’ ‘ , aa = Sale a 
, “. ‘- ao | ae . , F e 35 a > - 2 Se ty Ti % te ae oe Se a 
.;> 9 tou , * | 23 — i “Ve ts ; ' Wee a a 7 oe 
mh ls don m f ae ae ee a ts y ; : e ~ eo 2 e 
: Soc] Aaa To. a hed | : aes es ae ; ; ‘ 7 u “< SS Ae i 
rie a jo ; y ie 4 as : Rite .ut ; ; i ; ; os ss, - ae ee 
*» eRe be Se he ’ ‘ a ! 4 4 tlt, " H ig big O's = ¥ 3 = 
et AR ba > 4 # , tls a ;, ’ TP ’ ee ; ' " . ; ¥ : ee Fag. Le 
mb ih ' " —— iS : / ~ a) See es,“ % Si a 
- . Raa im Tr ‘ : ae : 7? : ; ; ‘hy a “as oe ee ee 
ij { = me ; ent ** ’ tl **hy TT ees, * a) ee >. 
‘ . ' * * ~~ oo ‘ a ee ; rr bay teh, ' ee Ms Bata. ae .  / ie oe 
: e?* ‘ ee miles: le ‘/ jaa’ ad ' he - "7 es ae SS oe 
; ' ae 4. os wank? “ hag git aa . eee oe 
i): os , ss AT a > Se 
, *} 7 3 will PB aN ae le ' " ; ; oi a . a i § # Le a A fe - F 
” " me *,," ms ‘ NEY OD . ed Ff ae 
, Ae ‘ + ae f iz ts *% = nn = + 0% eee ona : = 
; Hy ~~) ? ‘€, ee eae “i TT we ae — oe 
te, F ‘ = Ad ) {iim 6)|=6hlm C@*?sg 2) a a a 
Ve Dan “uy T i i * { tf bare? | iii : : oe eS A 
‘ Qe Ba Se ‘6h ee, =i ee —— 
om :’ Maas Bi . mi za 2 06UlU i a ———— 
—~ i ‘ a ‘ ’ 7 ( ae " 4 rc Pg ab sires iy is TT B oe ee oe. : 
t+ m1 ' | : + *. % " ae ae ; Lhe? oa a # ' ’ a by 2. . 
- «. ‘ ' : “ a ' ; ce? igh ke a ae a 7 
“ on ’ ; , s i. 4 wae ar af Be Pas lw fie + - . raf Py : ; ’ 
pares +; ¥% : er ta” { a: Sl i aa Padry os el 
Lo a oe ial? a Tr 4 e j Pt ia — . — ee | tim 
a ee ait ed 4,” ind ‘ 2). is eu i iff 
ae 4 : mit ee “a ¥i + Sane : . ‘e  4 oe " =e ‘ Aire: ae Tae 2 ; 
; ae ay oe Et ¥ 4. ’ a Sceeet * : eae ee i 4 a, . ee ‘it, j 
as +4 eS . *. eh: +20 lie oa - oe a 
+ ae. t eas fi 5 ; i = on “ tea P \ Wa ey, ; 
aha aaY % uh + ‘ x ~ , * : é ease | ge ee _ oe : ‘ ee: . ee a , ¥ aad 
me U4 i. om: *u : 1g %e : cour aaa = . - eee 5 a ee 
P +5 3 he ie : , ! we oe s Be teeny ie ae 
. eS *s ag oe. Se Ese By, See ae 2: ae 
4 ° a ee % : : oo a hl . a Cer = oe aa a ee 
at ig 4 > . = ae S49 : ay i. ell Fe Cn. aa “— a ae 
ee ; pe ‘ - Mg 3: a aan . oe ae eae : 
. 4 *% , e ‘ *. * _- oe a4 = Se F. ie oe Laas bets = 
" 4a" ‘ ce fe 3 5 oe?) is: a _ ide a 
é re = Lt ii 6» 2 } 
ie Aisi.’ 4 Ae - . i a ‘a 44 ; z es °°. o. a ou iene 
bel gs et aft ee os .255.. Zn . 
Aine , OF si ee o : ‘ es , a 3 . ee? * ae Bes 
4 i, i 9 *. :_ ae = / ». es 
ws $5 Riese "t P *. ** Does 2h eae . 2 29 , vi ett » De 
3 , tS Se = Bea . _..: iia | 
7: : * ae ee Se %e %s Ye 4 ‘i, * ee ' wx = 
, 4 cag tee . _. is, »* o : . sid - —S 
it ee eee La + ; ers | ee  - ee 
bh! Ps Se ee ae eae l ~. *. % * + *, 72...) UC a.) y : | 
mh Coy tn Soh eens aa oe ” ‘oe it Ee 
eee fig) ie eee 7 _— ‘ “4 : i Pee. mi oes, ae Fi 
Bee Ts 3 > | ~.. — d ., oe 
pee SI st By C es, t “ i : ae 3 a #h : eiet oy" * ae ta! 
Ae gy tae eet) i —— ' a a w re "4 “oF 
F eet and rity ‘ » Coc. te / wih , - ae. Ie. ae “se a ? Ta 
t + Paco tt om oe eee ita b s@ a. oS eo en |. = - ‘% 4 
Ri hy 4 t 4 i eae 2 fee ee a lee ta ee") idee ee = in 1] ¥ . 
, ‘ eS BS me 4 A bi : . nr Wl epe i ~—™ aia oe - Ea 7 ’ > : } ‘ t. ‘ ; 
” Pie <<. er ae ee 
a ger & # hae og a. ae ‘ ‘ ee ae ae J .: _ .- , , - . 
5 : 4 “ ; fi a. te Ss) oa oie - a » r . q d ji 7a es ay e » * : > ; 7) 
' 4 te PE , sie . 2-2) : eg ? pe : - } 
, a a ee a ee it cys . a - te, tye : 
a : "a a en ~ hoe ’ re ot ~ ; ry ne im, ia i 
: ‘ _ ee E —_. ; he 3 3 
- a . 7 i ¥ 4 | fi. ‘ Fs ee oa " / 
Page, of. " ad : Poe i, i : : et. el ‘ 
pal i d 5 ; . oe eid a ; i , j ; eS Se -. P4 : ‘ 
i af : ; =e a ae . Toe re : 1S og a: » = 
fi ; A a ae ie fe = j ' ' i i ; wort oe ee 
- 4 4 = pty ' Ce i 1 Bice : } 
: ' . tq ‘ ee ae oa “ * : Nes at ! ; ' ' i 3 3 ie oe ge + 
——— _ i> a : 
Mar ‘ rs pe f. Oa sia ~ ab bee. ‘'. ) Zi — *~, ; 
"he ’ ee ; a o = | . . » ' ; j ' hy ' i 4 ? _ 7 to ‘* eo 
: ’ 1/ q Ly, oe od i a 4 A eli eT 7 
' te) a ee 2 * eee eae * , } ‘ i 4 ' - i, i: > te . ; 
: vee so (2 5 eee Dae — a : pee Se i] i = + oP 
i ry Se: ee ee | ee See a oe gee a ty oe | ont 
f Tu. Te oe DC At geet Gees 7 rn ‘ ie a Ee Ha , ty ios, eRe A + ’ P 
\ : Pits) eck | 2 eager tee ee oe a. = , ae ee Cs ae . Bet | ee 2 
. Wo dee eS oe ee { Pe eee - RT pen en. pr 
Le er 5d | ate : eat oie ae oe es “ee ee es 
up Te Er on eS f Sy, 7 apg get a8 RE : 
; ‘ =, i = Ee mete pe qf i Sees b 
; 3 } xg os ay - pee Pole 5 = 
» , 2 Wee oe is pace el Sh ae a ae 
mi Rye = es, pore es, | = 
; ' bel : a ne 4 os 
. ae a etal: a 
: ES? iN | 
: ee Er ae ee ie 
Sy ies 7 : ie ov j ; > cays ane , ae * Ee i _= 
A : . . ney ex; i ' S eae eee a). 
. EP a ae : eae eee | 
| 7 , aoe ae : age wet eat : 
4 i i . = spe. St : a tS oe 
s am Shoe E ee eh ay eee a ) 
mb ~Y V 
é 
: ¢ 
rece tes © a ay FA 1 te ; s ier Sn angel ee ks ae. <n OT RR a ta a . 2 PEt g: Bey.’ ah. 
Ree. eae a) ae te - ‘ ea a |lC ey | ee es. 


On Tue Turesnoip OF Its GREATEST 


GROWTH 


. the air conditioning industry reached its highest sales peak this year. A uniformly hot summer 
throughout the nation caused air conditioning to be regarded as more of a necessity — less of a luxury. 


This new attitude has given impetus to one of the industry's most interesting developments: 


YEAR-ROUND RESIDENTIAL AIR CONDITIONING 


NOW is the time for action — and our readers have sounded an urgent appeal for current information on 


this fast-growing segment of the air conditioning field. 


With the true championship spirit that has characterized Ain Conprrioninc & Rerriceration News for 
the past twenty-six years, the News again will lead the way. News coverage will be expanded to include 
this entire field — its products . . . its mechanical and service techniques . . . its merchandising methods, 


designed for profit. 


Every phase of refrigeration and air conditioning will receive complete, unequalled, and unduplicated weekly 


coverage — the only type of coverage that can keep our readers abreast of the galvanic events to come. 


SomME MANUFACTURERS WILL SURVIVE 


If history provides a true criterion, it can be prophesied that three years hence, many manufacturers who 
are now entering the year-round residential air conditioning field will have hung a “for sale” sign on 


their doors. Only those who build on a solid foundation will stand and prosper. 


Arr Conpirioninc & REFRIGERATION News is prepared to be the industry’s “man, Friday.” The News pro- 


vides an expedient vehicle to help you set up a sound distribution program — for accessory equipment, as 


well as complete units. 


The most experienced men in the air conditioning industry — in distribution, sales, installation, service 
—comprise the audience reached by the News. These are the men upon whom you must depend to insure 


expert handling of your product from the factory to the consumer ... . and to the consumer's satisfaction 


through service. 


Rely on Arr Conprrioninc & Rerriceration News to spearhead your trade advertising on year-round 
residential air conditioning. Plan a complete advertising schedule NOW. 


The editorial excellence of the News guarantees superior advertising value. 


Write today for complete information on Ar Conprrioninc & Rerriceration News advertising services. 


Western Office: 


oie A 
me f! CRRA WE & i) 


Eastern Office: 

521 Fifth Avenue 
New York 17, N. Y. 
MUrray Hill 7-7158 


Chicago 3, Illinois 
FRanklin 2-8093 
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better climate for Business and 
husinessmen iaat ~ 
Cniy = long «as voter worrme! 
uthe undec ideda and minority 
groupe feel that they can trust 


businesemen and their Philosophy of 


Free 


This wondrous 


Enterprise 
philosophy 

plained and popularized in an 
to-read book and 
Heres how some of your 


i eX 
easy 
Progress 
canny and 
intelligent friends appraise it 


Peace 


To ite 
the American 
down-to-earth 
sands of 
thinking 


this is & presentation of 
Way of Life that is 
that can set thou 
people straight in their 
that help to counter 
act many of the forces that have been 
pushing usa cloner 

Socialiam I'm not 
opinion. For example 
of a large 
dered copies for hia employes, each 
teacher and miniater in the town, and 
for every member of the high school's 


can 
and closer to 
alone in my 
the president 
manufacturing client or 


June graduating class 
If others’ reactions are anything 
like mine, they may also want to 


help start the ball rolling in getting 


thousands and, eventually, possibly 
millions to realize that there is a 
way out of the ‘fix we're in’ By get- 
ting people to read this book, talk 


about it, and quote from it, we will 
have a good start in the right direc- 
tion Cuanies M. Garay, Chas. M 
Gray & Associates 


I have read Prace 
from cover to cover. You're just like 
good whiskey, George, you improve 
with age! This ia the beat book you 
have ever written. Congratulations 

Hy Janvis, Refrigeration Engineer 
ing, Ine Los Angeles 


and Progress 


I am 
with 
that 
potent a series of arguments for free 
enterprise as it is possible for any 
HARRY ALTER, Chicago, 


happy to may 
moat of your 
have 


that I agree 
ideas and believe 


you marshalied up as 


one to do 


“The book is too good to ignore. It 
has « great deal of substance in it’ 

HARVEY CAMPBELL, Detroit Board of 
Commerce 


In your clear 


atyle 


usual and forceful 
you did a fine job of showing 
the depths to which we have slipped 
I aay ‘we’ for all of us are responsi- 
ble we get just the kind of govern 


ment we deserve, no better, no worse 


Rapids Brass 
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LOGKS, STRIKES AND HINGES 


strike is flu nounted on the 
surface of the eabinet . . . no 


mortising istroquired . .. no cutting 
i. The Edgemount is 


away of mot! 
designed fort commercial 


refrigerator? Hinge has Oilite 
bushings for permanent lubrication, 
ihe Edgemount lock 
featu‘es the: When it trips—it 


long wear 


e gripe’? ation 
Writr for coReplite details. 


The NEW E.lgemount concealed 


But we have no right to visit our 
sina, our debts, our stupidities, and 
our profiigacies on our children 
Somehow we must contrive to pre- 
serve their heritage for them. the 
greatest mode of life the world has 
ever known Pau B Keep, Mil- 


sukee, Wis 
You have written a book that is 
and convincing I 
with pleasure, and gave copies 


th interesting 


read it 


of tttor associates who have com- 
mented very favorably Ray W 
BEN SKY Vice President, General 
Milla, Inc, Minneapolis, Minn 

I have read Peace and Progress 


snd find it's not only interesting but 
well worth while. As you know, we 
need to bring home to good Ameri- 
cans a refresher course.” WILLIAM 
B. MAGILL, Advertising Mgr, Chrys- 
ler Corp., Dayton, Ohio 


I enjoyed the book very much and 
agree with practically all you say 
therein L. J. Sorensen, General 
Manager, Deepfreeze, North Chicago, 
tT 


‘Hartyeat 
half of your 
Progresa 


congratulations on be- 
new book, Peace and 


I am sure that the compliments 
that I could give you in regard 
would only be echoes of the many 
nice things that have already reached 
you.” HaRoLD A. HARTY, Wolverine 
Tube 


“IT have read Peace and Progress 
and enjoyed it very much. You have 
undertaken a notable assignment and 
I wish we could get every American 
citizen to read it. And a few of the 
Ruskies, too.” K. D. PULCIPHER, N 
W. Ayer & Son, Inc 


I like 
and think 
possible 
Bt RG 


your Peace and Progress 
it should have the widest 
reading.” Louris RUTHEN- 
Servel, Inc 


“The greatest compliment that I 
can think of is to say, ‘I wish that I 
had written it.’ You have described 
the American way of life with all of 
its failings and fine points, in the 
most logical and convincing manner 
imaginable! 

I feel strongly that Peace and 
Progress should be read by every 
American in all walks of life, re- 
gardiess of politics or profession. It 
belongs in every high school and 
college in the country as required 
reading 

“I would also like to see Peace 
and Progress published in the popular 


25-cent pocket edition, and sold in 
every drugstore and cigar stand 
throughout the country. Only in that 
way do I believe you can get your 


message across to the millions of 
Americans who will be going to the 
polls next November.”-—J. J. HOoL- 
WERDA, Spring Canyon Coal Co., San 
Francisco, Calif 


‘Peace and Progress was devoured 
by me immediately. It is one of the 
finest and clearest pictures of these 
times along with good advice for a 
solution to our problems." MRS 
EDNA M. HAMMONG, Detroit, Mich 


Menneys 


on the move! 


... with the best in ice-cube 
makers for 


SERVICEMEN 


bt i 


Like to install this 
clean, efficient, well 
engineered unit for 
your customers? 


Talk it over with 


O<Wenney 
ENGINEERING, CORPORATED 


IN 
Newark, New Jersey 


Bow 


“Slants on Service” is a “package” devised by the NEWS to 
meet the needs of its busy readers in the service and contracting 
business. 


5 Symptoms Indicate 
Veed for Flushing Coil 


When does a coil on a refrigera- 
tion or air conditioning system need 
flushing ” 

Any one of five indications give 
notice that such flushing is needed to 
improve system operation, according 
to Richard A. Line, chief engineer 
of Ansul Chemical Co.'s Refrigera- 
tion Div. He lists them as follows: 


1. Whenever a compressor unit 


must be replaced because of wear 
or motor burn out 

Worn bearings, cylinder walls, 
pistons, or burned windings mean 
that foreign material has been 
pumped into the system and wili 
eventually return to the new com- 


pressor and probably damage it also. 

2. Whenever a strainer 
becomes plugged 
placed 

This is a sure indication that there 
is a considerable amount of foreign 
material in the system that should 
be removed before further operation 
is attempted 

3. Whenever continual expansion 
valve plugging occurs caused by wax 
separation 

The compressor should be drained 
and flushed and all old oil and sepa- 
rated wax must be flushed from the 
coil before wax free oil is put into 
the compressor. 


4. Whenever sludge and decom- 
posed refrigerant is deposited in the 


or drier 
and must be re- 


system because of excessive head 
temperature, moisture, or air in the 
system 

The sludges will cause expansion 
valve trouble and when deposited in 
the coil will reduce the efficiency 

5. Whenever a large amount of 
water has found its way into the 
system by breakage of a water 
cooled condenser coil or other acci- 
dental means 


Winch Lets One Man 
Install Heavy Coils 


One man can easily raise and in- 
stall heavy coils or unit coolers with 
the device which T. C. Alexander, 
Westinghouse commercial dealer in 
Denver, devised some time ago. 


It consists of a reversing electric 
motor driving a long shaft with two 
wire cables through a worm gear 
box. These are mounted on a long 
board about 6 in. wide fitted with 
long slots. 

To install a coil, the winch is first 
fastened to diagonally opposite coil 
hangers through the slots in the base. 
The two wire cables are next at- 
tached to the coil. A hand switch on 
an extension cord then controls the 
operation of the motor. 

When the coil has been raised high 
enough to reach the hangers, it's 
fastened to two of them; the winch 
is removed from the other two, and 
the installation of the coil com- 
pleted. 


Are you 
and against 


danger. Footbal 


Keep the ball rolling! 
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10 W. Fort St. Detroit 26, Michigan 


Please send me 
copies, 10% diseount. 
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For Christmas: Give the Book 
That Helped Win the 1952 Elections 


* 


pleased that the political tide toward Socialism 
usiness has halted 


Give credit to a brightly-phrased book, Peace and Progress. 
Its clear sentences and sound reasoning were utilized by scores 
of speakers, broadcasters and party workers to win the elections. 


The fight for Free Enterprise isn’t over, however. 

businesses and properties and personal philosophy still are in 

ae which win a big victory often are defeated 

by a weaker team the following Saturday, because they let down. 

For Christmas give Peace and Progress 

Enterprise Book which helped win the elections 
customers, neighbors, and friends. 


* 
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To obtain further information on the literature listed below, 
please refer to key number preceding listing. Please use the 
“Information Center” form on “What’s New” page. 


Koch Catalog Lists 2,000 
Items for Lockers, Packers 
KEY NO. N-1220——— 


KANSAS CITY, Mo.—-A full line 
catalog, General Catalog 77, contain- 
ing pictures, specifications, prices, 
and recommended usage on more than 
2,000 items for meat packers, locker 
operators, and food processors and 
dealers has been issued by Koch Sup- 
plies here. The book is intended as 
a permanent reference book and is 
completely indexed. Many new prod- 
ucts are listed. 


American-Standard Issues 
Radiator Heating Catalog 
KEY NO. N-1221 


PITTSBURGH-—-The new Ameri- 
can-Standard radiator heating cata- 
log covering the firm's complete line 
of wet heat equipment has been pub- 


“on' gamble : 
Ruby 


mild steel 


EVAPORATORS 
fit your needs exactly 


Famous brazed mild steel 
tube-on-sheet type... gal- 
vanized ... super finished... 
prompt service . . . low cost . . . 


all types. 


WRITE FOR DETAILS 


RUDY Manufacturing Co. 


_ Specialists in 
Manutactucing Evaporators and Condensers 


DOWAGIAC, MICHIGAN 


Genuine Joe Says: 
"Stock WAGNER 
STANDARD ROTORS” 


A stock of genuine Wagner interchangeabl 
ement armatures makes rotor ce- 
ment a simple 1-2-3 job .. . and the exclusive 
“tell-all” label shows the interchangeability of 
rotors within a given horsepower on Wagner 
motors. MMe 


007) PLYMOUTH AVENUE, SAINT LOUIS 14, @O..U 6.4 


. 


lished by American Radiator and 
Standard Sanitary Corp 

Equipped with index tabs to enable 
the user to turn instantly to any sec- 
tion, the catalog lists all information 
about an individual product in one 
place. Illustrated with portrait and 
cut-away views of products and 
dimensional drawings, Catalog R52 
contains full ratings, technical data, 
and dimensions of all radiator heating 
equipment made by the firm. No 
other book or literature is required 
for selecting, sizing, ordering, or spe- 
cifying equipment for a wet heat in- 
stallation. 

The new catalog is spiral bound 
with a sturdy board cover to allow 
it to lie flat when opened at any page 

Catalog R52 is divided into five 
main sections, with a special intro- 
ductory section showing typical prod- 
ucts in full color. The sections cover 
boilers, radiation equipment, conver- 
sion burners and water heaters, con- 
trols and accessories, and application 
and installation data. 


Don Herold Takes Look at 


Worthington Corp. Products 
KEY NO. N-1222 


HARRISON, N. J.— Cartoonist- 
author Don Herold takes a look at 
Worthington Corp. in a humorous 
and informative booklet which tells 
why the name Worthington “means 
a whale of a lot more than pumps.” 

Subtitled, “Why Worthington 
Changed Its Name” (from Worthing- 
ton Pump & Machinery Corp.), the 
32-page booklet covers pumps, diesel 
engines, compressors, engine com- 
pressors, air conditioning and refrig- 
eration, steam turbines, steam con- 
densers, steam-jet ejectors, feedwater 
heaters and deaerators, construction 
equipment, sheaves and _ V-belts, 
welding positioners, industrial mix- 
ers, liquid meters, water treating 
systems, where Worthington is, 
markets, how Worthington sells, and 
“Worthington In Our Daily Lives.” 

Herold takes these products one- 
by-one and tells what they do, how 
they work, and the import of it all. 
Typical of Don's definitions: “A com- 
pressor, as I understand it, is some- 
thing with which you squeeze air 
until it says ‘Uncle!’” 


‘Electric Eye’ Bulletin 
For Process Industries 


KEY NO. N-1223———— 


BERGENFIELD, N. J A new 
bulletin No. 522 has been issued by 
the Ess Instrument Co. describing 
the wide range of application of 
“electric eyes” directly to process in- 
dustries. 

The bulletin, by means of problem 
and solution, covers some usual and 
unusual installations that have been 
made for instant and accurate moni- 
toring of process flows. 

The bulletin points up techniques 
used for either gases or liquids and 
describes standard and special in- 
struments. It also includes drawings 
of sample tank and look boxes. 


Temperature-Humidity Test 
Chamber Line Described 
KEY NO. N-1224—— 


NEWARK, N. J..-Tenney Engi- 
neering, Inc. announces a new two- 
color four-page bulletin on its stand- 
ard line of temperature-humidity test 
chambers. Chambers covered in this 
bulletin—Bulletin TR--can simulate 
temperatures from -100° F. to + 200° 
F. and relative humidities from 20 to 
95%. 

Specifications give data on heaters, 
humidification, dehumidification, tem- 
perature and humidity controllers, 
compressor equipment, insulation, ex- 
terior construction, access door, air 
circulation, standard equipment, and 
optional equipment. Chamber con- 
struction information, performance 
characteristics, and typical applica- 
tions also are included 

Interior dimensions and tempera- 
ture ranges for eight different stand- 
ard model types are tabularized in a 
specification section. Included also 
are five pictures showing typical 
chambers and chamber applications. 


Reprints Available of 

Article on Wiring Home 
KEY NO. N-1225—— 
YORK CITY 


NEW Reprints of 


the third instalment of a series of | 


articles being published in Practical 
Builder on pre-wiring homes to pro- 
tect the buyer are now available from 
the National Adequate Wiring 
Bureau at 5 cents per reprint. 

This instalment concerns the de- 
sign principles governing the loca- 
tion of outlets and switches. It was 
written by Robert W. Neel of the 
Cincinnati Gas & Electric Co. 

The bureau said that it expects to 


make reprints of all future articles | 


available as soon as they appear. 


Allis-Chalmers Bulletin 
Covers Frame Type Pumps 
KEY NO. N-1226—— 


MILWAUKEE Allis-Chalmers 
frame type centrifugal pumps de- 
signed to handle most ordinary pump- 
ing jobs requiring capacities up to 
500 g.p.m. and heads as high as 135 
ft. are described in a new 


Co, here. 

Built for V-belt drive, the frame 
type pump can be mounted in a 
variety of positions and connected to 
any type of prime mover without 
difficult alignment problems. Head 
and capacity can be changed by 
simply altering sheave size on the 
V-belt drive. 

Cross section diagrams of the three 
available types of frame type cen- 
trifugal pumps showing the unit's 
rigid cast iron frame, two single row 
ball bearings, mechanical seal, and 
slinger and seal assembly, together 
wita performance curves, are included. 

Copies of “Allis-Chalmers Frame 
Type Centrifugal Pumps,” 52B6691A, 
are available on request. 


Trion Catalog Gives Details 
Of Electronic Air Cleaners 
KEY NO. N-1227 


MCKEES ROCKS, Pa..-Trion has 
published a new and complete 12- 
page book (Catalog E-60) on elec- 
tronic air cleaners which it designs 
and manufactures. 

The book contains history, prin- 
ciple of operation, aerosol chart, 
filter test methods, engineering data, 
equipment photographs, and sug- 
gested specifications for electronic air 
cleaners. 


Theres always one thats better...and in controls its Ranco! 


Ranco controls cut a fancy sales figure in the 
refrigeration industry — more Ranco controls are 
in use than any other kind! Why? Because 
Ranco controls are available for more than 4,000 
replacement installations . . . because they 
mean greater customer satisfaction 
servicemen can depend on them to deliver 
accurate, trouble-free service year after year. 


.. . because 


bulletin | 
released by the Allis-Chalmers Mfg. | 
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PAULSON ENGINEERING NOW OFFERS 


SALES AND RENTAL 
DISTRIBUTORSHIPS 


To Qualified Air Conditioning Dealers 


Greatest Profit Making Plan Ever Offered 


The Paulson Engineering Company, Inc., op- 
erators of the successful PAULSON RENTAL 
SYSTEM, is now setting up nationwide distribu- 
torships on exclusive licensee franchises. 


The Paulson Rental System Will Mean to You: 


You will purchase equipment at distributor, low-cost 
level. 


You will be able to lease this equipment with all fi- 
nancial arrangements handled by Paulson Engineer- 
ing Co., Ine. 


You will be able to set up a permanent high-profit, 
exclusive licensee operation that will increase your 
business potential eyery year. 


PAULSON RENTAL SYSTEM 
510 POYDRAS STREET 
NEW ORLEANS 5, LOUISIANA 


Please send me complete details on Paulson's 
nationwide rental plan. 


—_——- 


FIRST CLASS 
PERMIT No. 1806 
SEC. 34.9 
PL. aR 
NEW ORLEANS, 
LOUISIANA 


No p 


BUSINESS REPLY ENVELOPE 


stamp 


y if mailed in the United States 


POSTAGE WILL BE PAID BY 


Paulson Rental System 
510 Poydras Street 


New Orleans 5, Louisiana 
ee eee 
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KEY NG & i270 mounting the wall brackets, cutting 
MICAGO aniamoement has of convector to length soldering of 
: : copper sleeves No 2, and spuds No 
tater nade ty Megipe here of a 
y 3, the convector is slipped into the 
dom type ”" ter Jor baseboard 
slots provided in the wall brackets 
nstiat ' whic? erectedly elimi 
déea the necdnatt ” taking clone connections made to supply and re 
turn Part No 5S ia copper bend for 
measurements gan iPiering apecift« tallat 
atze snd enables: tht contractor to corner installations 
nake the nttalfatiqn easily and Formed steel cover, part No. 6, is 
yiekly, doing oll the Miitunge and cut available in 10-ft. lengths This can 
ting on-the-job? ? be cut easily to fit on-the-job. End 
art 7 i iiust@uted) consists pleces 7L. (left) and 7K (right) are 
f & Copper cubs Lon vector with used where convector does not end 
jumnoumn fine expanyiod on to the at a wall Cover is painted with 
tute It in avahabie tie 10-1 lengths primer coat and can be finished on 
fe ven he cut:on-the-it to the de the job te match room color scheme 
mred lengtt ¢ EDK capacity is 4.50 aq. ft. per 
For rapid inetaliatias all menunt lineal foot at | ib steam pressure 
ite brackets & i are furnished, to with air at 70° F temperature Can 
be paced of “i enters After be used for steam or hot water 


wu “SHORT END” WASTE UP TO 
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IF YOU. BUILO home freezer units, you'll welcome the 
time-and-material-se ving advantages of GM Steel Tubing. 
Int exclusive 600-1000 ft. random coils enable you 
to wind unit ager unit faster and without left over pieces— 
actually cut “shore end” waste as much as 50%! 
GM Steel Tubing is ideal for every type of refrigeration application. 
It is clean, ductile, uniform and unaffected by brazing 
or silver soldering tm mperacures. It lends itself readily to all types 
of fabric ating uperations—expanding, swaging, perforating, 
flatcening, flanging, beating, crimping and drawing. Choice of plain, 
evclusive Copper Fuse-Kote, or special copper plate finish. 
Masy-prisluced by Rochester Products at the rate 
of bwndreds of thousands of feet daily, GM Steel 
Tubing is helping more and more refrigeration 
equipment manufacturers to speed production, 
improve quality, and lower costs. Why not you? 


Gm STEEL TUBING 


KEY NO. B.1221 
LOS ANGELES 


A socket-type 
end ratchet wrench, designed 
to speed up wrenching operations, 
has been designed by the Tubing Al- 
hance Co. here 

The exclusive open-end design of 
the TAC wrench enables the as- 
semblyman to slip the wrench head 
and socket tubing and up 
on the fitting to speedily ratchet it 
tight. Then the wrench is slipped off 
the fitting, the openings on the head 
and realigned, and the 
wrench is removed 

The wrench is said to be made of 
unusually strong steel alloys and fea- 
tures extra thin wall sockets from 
% to 4 in. in tye-in. increments and 
in 64 sizes. It has a full hinge, square 
drive, removable ratcheting 
are to 5 and adapters, which are 
quickly snapped in to allow ordinary 
sockets to be used 


open 


over the 


socket are 


handle, 


SEND FOR 


BROCHURE 


“Look Abead 
with GM Tubing” 


This colorful illustrated brochure 
tells why GM Steel Tubing is first 
in the field for lasting quality, 
adaptability and low cost. Send 
today for your free copy. 


ROCHESTER PRODUCTS, Division OF GENERAL MOTORS, Rochester, N.Y., U.S.A. 


KEY NO. 8-1222 


TOPTON, Pa..-Based on a low 
heat, high breeze drying principle * 
that is said to use a lower degree 
of heat and a higher volume of air 
than any other clothes dryer, a new 
automatic, gas-operated, clothes dryer 
was introduced recently at the an- 
nual convention of the American Gas 
Association by the Caloric Stove 
Corp. here 

Advantages claimed for this 
method are that it cuts drying time, 
reduces fuel costs, guards against 
shrinkage, protects even the filmiest 
fabrics from excessive heat and 
greatly reduces wrinkling 

One knob controls the entire dryer 
operation. Setting of the drying cycle 
lights the burner, starts the blower 
and cylinder, and lights the illuminat- 
ing bulb and ozone lamp 

The loading door opens down to 
provide a loading and unloading 
shelf. It is counterbalanced and 
equipped with a master switch that 
shuts off the motor and burner when 
the door is opened. 

Damp dry clothes may be removed 
for ironing at any time during the 
drying cycle. The cycle resumes when 
the door is closed 

The drying cylinder is supported 
front and rear to reduce vibration 
and wear and to provide quiet opera- 
tion 

The lint trap is located at the front 
of the Caloric dryer at a convenient 
waist-high position. A tapered screen 
is said to filter out all the lint 

The entire body and frame are 
finished in baked enamel on Bonder- 
ized steel. The flat top, providing a 


work space, is finished in white porce- 
lain enamel 

All controls are reached by remov- 
ing the housing at the rear of the 
top or by removing the entire front 
panel. A small door in the front panel 
provides access to air shutter and 
burner. The dryer may be installed 
permanently in a flush-to-wall posi- 
tion, since it never need be moved 
for servicing 

The Caloric dryer is being made 
completely on new production lines 
at the Caloric gas range factory here. 
Production is expected to be in full 
swing by the first of the year 

In line with the manufacturer's 
policy on gas ranges, the dryer will 
be sold direct to dealers. Overnight 
delivery is available almost anywhere 
from Caloric’s 44 warehouses. 

Only one model, the No. 100, is con- 
templated at the present time. 


QUALITY COOLERS You 

CAN FIT INTO YOUR LINE 

AND SELL AT A PROFIT 
ACCESSORIES 


—t a & 

x 
me & | Qy-] fm 
siesta |_oioets “at 
CASTERS 


You sell quality, trouble-free cooling in these elec 
tric units that operate wet or dry. in 3 sizes... 4, 
5, 6 ft. Unobdstructed interiors. Baked Enamei 
fimesh for beauty and sanitation. 


SEND FOR CATALOG N-1 


The BEVCO Company, Inc. 


3316-28 S BROADWAY + ST LOUIS 18 MO 


This new manual-flushing feature makes the 
Marsh-Electrimatic water regulator still better 


Marsh does it again! This time it's 
a manual-flushing feature — latest in 
a long string of developments that 
put Marsh-Electrimatic condenser 
water regulators in a new class all 
their own. 

To flush out the valve, simply turn 
up the adjusting screw to the limit of 
its travel; then insert a screwdriver as 
shown and pry the valve stem down 
to open the valve and flush out all 
dirt and grit from the line. By flush- 
ing out the valve after it is installed 
you assure dependable performance. 
It's one of those common-sense 


provisions that can prevent a lot of 
trouble and headaches. 

The manual-flushing provision is 
incorporated in the Type WP direct- 
acting regulator illustrated, and also 
in the Type WJ and WK pilot- 
operated regulators. Excellent feature 
though it is, it is only the finishing 
touch to a full line of condenser water 
regulators that today stand alone in 
their field. 

The Marsh-Electrimatic line also 
includes three new series of highly 

fected solenoid valves ideally suited 
ie all conditions. Ask for literature 
covering complete details. 


MARSH INSTRUMENT CO. Soles affiliate of Jos. P. Marsh Corp., Dept. D, Skekie, tl. 


MARSH-Electrimatic 


ad NE ose eT Oe ee lll ll ee a SS ee 
i | ; aA ii es & ay Bee Es es = ieee i eee 4 i Be eee ee . _ =e . Bi a * 
a AIR CONDITIONING & REFRIGERATION NEWS, DECEMBER 8, 1952 ¥ | 
Vii c i | 
/ 
4 * 
= 
| - L'F 
ae +: p ; : —— | 
at 7 ads . ) 
Des ee ¥ 
| | 
Socket Type Ratchet ) 
Wrench Has Open End a ee 
oil —$—— a ——— 
BEVcO- | 
¥ ’ s\ 
p*/-~ Ls AN 14 
Tg | , | | 
| | 
ay 
re “4 WITH 
: 4 ~ 7 % % Qo pes ae ie Py ) 
a ee eae ee a ae | 
he a ; fj > | ais eae ae aah i ee ey a % a . oe bse Seed + vl 
Bh , eee es aa 5, py FF a a = Ss | 
; 24 os ged Te ee ee a) 2 ¢ } 
ee a | ee 
shi ws | | ee . — 
, ——— $ S75 MN r w be 
DR: he ee ee a * Sp, a bf : | 
, ee Pe ma j Red" ee de 6, a 7 f 
Regier arp tua. * 3 a | uc, te | i : * A , ‘ 
oN aa | 10n a Tm | © iT a | 
} ere ‘ te, Aah , s " 
| 2 : : ! s , ; a ‘ at TTER | 
1: aan = sas : . Bog j 4 
Ue : —i 4» a e1 
ale e ———s :% - " 
a te Aes ty r a ig ra A Rn we “ s ‘ 
al } 4 — % a ae t= 4 \ "S j 
oh | ' : Ss a "J r. | 
. ’ | _ ae 2.  . 2 ‘ 
/ : = % @ 4 - 7 Be. PF: om eee . = oe rom f 
ae op eee ep  _ 
ZZ ur | Tey _ : 
» Pe 
* q 
co a 
; 
e <a a 
a 
ae a | 
oy = Tea 
| Ww 2 4 
a (CS ap 
. Ae _ 
RPA Mai oot ee eee en see ee : ‘ ea ae ie a caane = Veer ee ee 


sie 


AIR CONDITIONING & REFRIGERATION NEWS, DECEMBER 8, 1952 


What's New (Cont) 


Matot Bakery Freezers Have Hot Gas Defrost 


KEY NO. B-1223-———— 


CHICAGO--A pair of self-defrost- 
ing reach-in bakery freezers of 96 
and 144-pan capacities are being 
manufactured by D. A. Matot, Inc. 
here. 

The freezers feature an automatic 
hot gas defrost system that operates 
on short controlled cycles to assure 
minimum temperature rise, the com- 
pany says. 

Mullion type “Slo Flo” velocity 
coils are used. 

All steel, all welded, tank-type 
construction is used with 4 in. of 
insulation between inside and outside 
shell, vapor sealed. Interior is one 
piece porcelain enamel with rounded 
corners. 

Black porcelain enamel pan slides 
eliminate metal to metal contact, pre- 
venting pans from sticking or bind- 
ing. They are removable for cleaning 
and designed to allow for 100°, pan 
clearance. 

Full length doors itwo on_ the 
smaller model, three on the larger) 
are full-opening and chip-proof. Ad- 
justable latches near top and bottom 
of each door assure tight, positive 
seal, while automatic electric heater 
strips around the door jambs elimi- 


nate ice and frost. The bakelite 
breaker strip projects beyond the 
face of the box to provide a double 
seal against heat loss and icing, it 
is pointed out 

The smaller freezer, the ADB 60, 
is 72 in. wide, 31 in. deep (34 in. 
with hardware), and 74 in. high. Do- 
mestic crated weight is said to be 
1,040 Ibs 

The larger freezer, the ADB 90, 
has the same height and depth mea- 
surements but is 107 in. wide, It has 


a domestic crated weight of 1,620 , 


Ibs. 

The freezers are designed to hold 
a recommended temperature of 8 to 
12° F. but can attain -20° F. if de- 
sired. 

They are intended to help solve 
bakery production problems by elim- 
inating stales and permitting the 
baker to bake ahead for his rush 
days. 

The manufacturer does not recom- 
mend the use of the freezer as a 
long-term storage box. Though baked 
goods could be stored for several 
months, he notes, a period of two 
weeks is considered to be the ultimate 
for the intended purpose of the 
freezer. 


Has 200 Tons Capacity 


KEY NO. 8.1224 

CHICAGO..A new ammonia com- 
pressor of up to 200 tons capacity 
manufactured by the Creamery Pack- 
age Mfg. Co. here was introduced 
at the Dairy Industries Exposition. 

The new model is called the 6H 
type “K" ammonia compressor, and 
is the largest of CP's type “K" multi- 
cylinder compressors. 

The 6H is compact in design and 
incorporates all the features of other 
CP type “K" compressors, including 
full water-jacketed cylinders, water- 
cooled seal bearing, oil cooler, forced- 
feed lubrication, automatic capacity 
control, unloaded starting, and CP 
shaft seal. 

The 6H is a 6-cylinder, 64% by 5 
compressor. At 20 Ibs. suction line 
pressure and 155 Ibs. condenser pres- 
sure, it produces over 108 tons of re- 
frigeration. 


Neo. 2 of « Series of 12 Advertisements 


Fuel Oil Filter Offers Free 


Flow, Ceramic Element 


OAKLAND, Calif Designed to 
operate with the largest oil burner 
installations, a new Sette model KS 
fuel filter has been introduced by the 
Marquart Mfg. Co. which is located 
here 

The filter incorporates a _ pre- 
screening top section in addition to 
a large “Microstone” ceramic filter 
element. The manufacturer claims 
that the unit offers the freest flow 
of any filter of comparable size, and 
that resistance to fluid is scarcely 
more than that imposed by the 4-in 
inlet and outlet tube fittings. 

The top 120-mesh pre-screening 
section can be cleaned independently, 
and is said to take 80° of the work 
off the filter element. A drain cock 
provides for removal of sediment or 
water in the main filter bowl 

Unbreakable transparent pre- 
screening dome cover and filter 
bowl allow user to see when either 
section needs cleaning. The filter ele- 
ment may be removed for cleaning 
or replacement by release of a single 
screw. 

All service operations may be 
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performed without 
connections 

The “Microstone” ceramic element 
is said to remove al) harmful scale, 
dirt, and water, while maintaining 
free flow through controlled high 
porosity 


disturbing line 


The unit is recommended for use 
on the suction side of preasure fuel 
feed systems 


Model SS for small to medium in- 
stallations, and model MS for medium 
to large burner applications were 
introduced earlier this year, accord. 
ing to the company 


Geminoralizer 


Crystal ice .. . with- 
out sludge-forming 
rust, sediment, min. 
eral residue 

chiorine taste . 
“milkiness.”” Ends 
major source of serv- 
ice calls. Write for 
new literature 


FILTRINE MANUFACTURING G 
BROOKLYN 5. N.Y 


TOM CLARK 
Wisconsin Retrigeration Supply Co 
Miwavhee, Wisconsin 


. 
VINCENT J. SWEENEY 


Avtomotic Temperature Supplies inc. 
Madnon, Wiconsn 


FRANK RITTLE 
Tempco Supply Co 
Chicago, Hlimors 


D. 4. SMITH 
Vincent Refrigeration & 
Heotmg Supply Co 
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Residential Air Conditioning Simplified 


When Installavions Move from Luxury Class, Demand Will Be Great; Here 
Are Ways far Home Builders, Contractors To Meet Some Technical Problems 


Hr Alwin Bh. Newton, View President, Engineering, Aeme Industries, Inc. 
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aino adds to existing warm air or 
steam heating systems 

Steam conversions are handled by 
adding a steam converter as in Fig 
li or by converting the boiler to 
hot water operation. There are, of 
courne hundreds of installations 
which do not have warm-air heat 
but have steam or hot water In 
parte of the country where 
heating has not been required from 
central heating systems, air condi- 
tioning is a definite and drastic re 
quirement. In residences in these lo 
cations, there is frequently no room 
for ductwork and again the 
water distribution type of equipment 
proves the most 
sirable Chilled 
individual 


many 


here 


economical and de 
water is piped to 
units consisting of 
a cireulating fan, cooling and heat 
ing coil, drip pan, and filter, together 
with an adequate distribution system 


reom 


Be Careful Not To Oversize 
Cooling Equipment 


Both the direct expansion type of 
system and the water chilling type of 
system must be extremely adaptable 
to variations in the characteristics 
of each installation. Fig. 12 shows a 
typical rating a 3-hp. di 
rect expansion residential air condi 
Since the air is circulated by 
outside the air conditioner, 
from 900 up to at least 
1,200 must be accepted. I might point 
out too that if one is careful not to 
oversize the cooling equipment, the 
cfm. requirement for cooling will 
seldom exceed that for heating even 
in the northern areas 
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The condensing temperature re- 
quired will depend on the water con 
ditions with water-cooled equipment 
One should not blindly use the com- 
mon 105 condensing temperature 
unless the larger savings in water 
obtained by a higher condensing 
temperature are now more than off 
set by the greater electrical demand 

For example, if in the 
cited where 
be used in the 


case previ- 
ously city water was to 
condenser at a top 
temperature of 80° from the mains, 
105° condensing temperature would 
probably have required a leaving 
water temperature not to exc eed 97 

For a 1,000-hour with an 
internal wet bulb of 67° and 
ofim circulated, one would 
have required 340,000 gal. of water 
and 3040 kwh. of electricity 


season 
average 
Lv 


Current Will Increase with 
Condensing Temp. of 120° 


While 
lating 


readjusting the water regu- 
valve to allow a condensing 
temperature of 120° with the 
approximately 
required, but 
requirement would in- 
3.408. One should then in- 


same 
internal conditions, 

170,000 gal would be 
the electrical 


crease to 


vestigate whether 170,000 gal. of 
water cost more than 440 kwh. of 
electricity 

Such an analysis need be made 


only once in a given locality but any 


HOUSE 
PARTY 


© Transportation te and trom Travel Terminals 
o © Yack? Creme Through Lovely Florida Waterway: 


Hour Tour of Miem Beach, Miami 
leah Race Track Core! Gables and 


indication of actual saving which can 
be made along this line helps in the 
matter of eligibility of the buyer if 
the house is purchased on FHA 
terma 

Much may also be written regard- 
ing the control of residential air con- 
ditioning systems. Ideally since an 
air conditioning system affects both 
the temperature and humidity in a 
residence, and since both are impor- 
tant to comfort in summer cooling, 
one's Grat thought might be to con- 
trol both temperature and humidity 
However, to do so on the so-called 
“in-between days” will in the interests 
of economy require reheat 


Reheat Keeps Temperature Up 


Reheat, when used, serves to keep 
the temperature nearly up to the 
summer control point and prevents 
the air conditioning equipment from 
lowering the temperature, and tend- 
ency to do which might otherwise 
keep the humidity at a high value, 
or prevent any reduction in humidity 
at all 

Reheat control is very simply at- 
tained with air conditioning systems 
in which the cooling is done on the 
return side of the heating equipment 
In typical systems a room thermostat 
and humidity controller are con- 
nected in parallel to operate the air 
conditioner, The thermostat is set 
at a normal cooling level and the 
humidity controller at some humidity 
between 50% and 60%. A low limit 
thermostat which may be separate 
from the usual heating control room 
thermostat and which may be so 
connected that it is energized only 
when cooling is in operation, is set 
from 3° to 4° lower than the cooling 
thermostat. 


Higher the Reheat Setting, 
The Greater the Economy 


It is used to operate the heating 
equipment when humidity reduction 
is required at this low temperature 
The higher the setting of the reheat 
thermostat, the greater the economy 
The usual heating thermostat may 
be used for this purpose if set some- 
what above normal summer standby 
temperatures 

When the cooling equipment is on 
the supply side of the furnace instead 
of the return air side, additional con- 
trol is required to limit the tempera- 
ture of air discharged from the fur- 
nace to 85° or 90° and thus to pre- 
serve the dehumidifying ability of 
the air conditioning equipment. Even 
ao, there is, of course, some sacrifice 
of efficiency which is not present 
when the cooling equipment is on 
the return side of the heating equip- 
ment 

However, in the vast majority of 
installations, and particularly with 
relatively tight houses as built today, 
and even with weather stripping and 
reasonable tightness of construction 
in older houses, satisfactory control 
can usually be attained without re- 
heat merely by seeing that the actual 
operating differential of the control 
equipment is small enough to prevent 
excessively long off periods of the 
cooling equipment. In such cases, a 
single thermostat may be used to 
control the compressor, and the fan 
may be run continuously or operated 
only when the compressor is in op- 
eration 


Where Heating Is Installed, 
Control May Not Need Change 


When air conditioning is added in 
a residence where heating is already 
in operation, it is often not desirable 
to change the heating control at all 
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article. 


The air conditioning industry is at the threshold of a tremen- 
dous boom-—-in the residential field. But this prospective boom in- 
volves problems of marketing, design, installation, and service. 

Some of the practical aspects of the technical problems in- 
volved are ably outlined in the accompanying article by Alwin B. 
Newton of Acme Industries, who presented this as a talk under 
the title of “Making Residential Air Conditioning Simpler” before 
a joint meeting of the Detroit and Western Michigan ASRE sec- 
tions at Jackson, Mich. recently. This is Part II of a two part 
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FIG. 7—Air-cooled 


condenser hos been 


instalied 


in attics 


over furnace ond vunil. 


FIG. 8 is @ self-contained Acme ‘‘Flow-Cold 
liquid chiller that can be used in residential 
air conditioning with, for example, a hot 


water system. 


if it has previously been satisfactory 


This probably indicates manual 
changeover. A thermostat with a 
single pole, double throw switch is 


employed equipped with a base con- 
taining the manual changeover 
switch. It is so wired that when in 
the cooling position, the thermostat 
controls the air conditioning equip- 
ment whereas in the heating position, 
it merely restores the line connection 


FIG. 9 shows o separate room unit for heat 
ing with hot water and cooling with chilled 
water 


to the already existing heating con- 
trols. 

In new installations and in instal- 
lations where the heating control may 
be subject to improvement, automatic 
changeover is easily attained by spe- 
cial thermostats now available for 
the purpose. A typical thermostat 
employs two separate low-voltage 
switches and two separate adjust- 
ment levers. One lever adjusts the 
cooling temperature and the other 
the heating temperature, and they 
are so arranged that it is impossible 
to set their “off points closer to- 
gether than 3°. 

As time goes on it seems apparent 
that automatic changeover will be 

(Concluded on next page) 


FEATURING SNAPFLEX CONTACT ACTION! 


Here's a refrigeration control that gives 
longer life and better performance than any 
other single pole control available today. 
And, one of the big reasons is SNAPFLEX 
contact action! 

Only PENN has SNAPFLEX .. . an ex- 
clusive design in contact structure which 
provides “roll-wipe-snap” action on closing 
and opening. Result? No bounce . . . no 
closing arc... no welding of contacts! 

But that’s not all. There's the “in-line” 
power unit with range spring and bellows 
directly opposed to assure that once settings 
are made, they'll stay that way. Direct 
reading cut-in and cut-out scale . . . no addi- 
tion or subtraction, no waiting to check tem- 
perature or pressure, just set it and leave it. 


Mounting position or vibration does not 
alter calibration or accuracy of performance. 
And there's more. You get what you've al- 
ways wanted . . . the unmatched features 
and dependability of the famous PENN Se- 
ries 270 two-pole switch in SINGLE-POLE 
construction. 

In this complete line, there are low and 
high pressure models . . . cemperature models 

. and dual models combining pressure 
with built-in high pressure safety cut-out. 
Get the full story on the PENN low-priced 
single pole control. Ask your wholesaler or 
write Penn Controls, inc., Goshen, Ind. 
Export Division: 13 E. 40th Street, New 
York 16, N. Y., U.S.A. In Canada: Penn 
Coatrols Limited, Toronto, Ontario. 
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FOR HEATING, REFRIGERATION, AIR CONDITIONING, PUMPS, AIR COMPRESSORS, ENGINES, GAS RANGES 
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FIG. 11—Room convectors to provide year-round oir condi- 
tioning con be used with steam system by employment 
of steam converter. 


Residential hir Conditioning Simplified -- 


(Concluded from preceding page) 
required so that in the spring and 
fall when a family is away from 
home, they can expect to find com- 
plete comfort upon returning whether 
heating is required or cooling is re- 
quired. 

Before closing, I should like to 
make some mention of proper sizing 
of air conditioning equipment. I think 
without exception the most trouble- 
some jobs that I have encountered 
in residential work from the point of 
view of comfort results have been 
those in which the air conditioner 
would start and stop automatically 


two or three times an hour under 
the most severe load conditions. 


Sometimes in the same neighbor- 
hood similar houses have been ob- 
served with half the capacity of that 
installed in the trouble job and pro- 
duced perfectly satisfactory and ac- 
ceptable results though the equip- 
ment ran continuously on severe days 
from early in the morning until late 
at night. 

Usually continuous operation is to 
be preferred in severe weather, since 
stopping the air conditioning equip- 
ment results in an immediate rise in 
both humidity and temperature, both 


on polyphase applica- 
tions with the PENN 
Series 270 two-pole re- 
frigeration control. It's 
the most versatile con- 

trol in the field . . . it's 
» 6s really two switches 
in one! 
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of which affect comfort. 

I have gathered extensive records 
on several installations where 50% 
or 60% of the air conditioning ca- 
pacity indicated by conventional load 
calculation means was installed, and 
yet by merely setting the thermo- 
stat at 76° or 77°, temperatures 
as high as 80° were never recorded 
over several seasons of extremely 
severe weather. Furthermore, the 
comfort results were certainly equal 
to or perhaps superior to those ob- 
tained on normally sized jobs with 
reheat. 


Need for Research on Sizing 


I cannot yet offer a substitute 
means which I would consider fully 
reliable of calculating the required 
size of equipment. I do however 
think that research in this field is 
more sorely needed than in almost 
any other field of residential condi- 
tioning. We cannot have undersized 
equipment to the extent that all con- 
trol of temperature and humidity is 
lost; but on the other hand, think 
what it means in broadening the pos- 
sible residential market if we can 
tell in a given residence that it is 
safe to install a 3-hp. unit instead 
of a 5, or a 5 instead of a 7'y hp. 

It means lower cost to the buyer, 
in most cases a better balance be- 
tween the amount of air or water 
circulated in cooling as compared 
with that required for heating, fewer 
wiring problems both for the house 
service itself, and for the utility con- 
cerned, a greater total annual oper- 
ating time prebably with an actual 
saving in cost for the owner and 
very much easier handling on the 
part of the utility, and a reduction 
in the problems of noise and heat 
removal either through use of city 
water, cooling towers, or air-cooled 
condensers. While some work is be- 
ing done in this area, much more 
could be done, and I sincerely hope 
will be in the very near future. 


What Is In the Future? 


We might ask ourselves “What of 
the future of residential air condi- 
tioning?” 
the fact that not comfort alone but 
many other factors make summer 
air conditioning desirable for the av- 
erage family. As this story is told 
more and more to the public, and 
as a person experiences air condition- 
ing in the homes of first one and then 
another of his friends, it will not be 
long before residential air condition- 
ing throughout the country follows 
the pattern already set in the South 
and moves out of the luxury class 
into the demand stage. 


As this happens, the demands for 
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air conditioning equipment and for 
electrical power to serve it, will far 
exceed any other demand which has 
so far occurred in the residential field. 
We should all be very happy that we 
are a part of this great industry 
which at this time appears in a 
sound and sane manner to be setting 
its course to produce another great 
change in the pattern of life through- 
out the country. 


Cooling Tower for Home 
Air Conditioning Planned 


CHICAGO . Binks Mfg. Co. has 
developed a pilot model for what is 
planned to be a new type, trouble- 
free forced draft cooling tower for 
use in connection with residential air 
conditioning compressors. 

This tower is designed for excep- 
tionally quiet operation. The sound 
level will not exceed the air condi- 
tioning unit proper. The tower is ex- 
ceptionally compact. It can be in- 
stalled outdoors or in the basement, 
utility room, or garage as part of 
the cooling equipment 

There are many satisfactory pack- 
aged air conditioning units available 
for home cooling, the company said. 
The actual cost of installation, when 
amortized over a period of years, 
along with mortgage payments, 
raises monthly costs very little 

Therefore, the most important con- 
sideration to the prospect is the op- 
erating cost. Water cooling towers of 
the type being developed by Binks 
can help to make operation truly eco- 
nomical. 

Binks, a pioneer in the design and 
manufacture of small cooling towers, 
is taking all facts into consideration 
in the development of this new tower 
to meet the specific needs of home 
owners. 

The pilot model home type tower 
will be on display at Binks Booth 
No. 2-125 in the forthcoming Inter- 
national Heating and Ventilating Ex 
position to be held in Chicago from 
Jan. 25 through Jan. 30. 
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WALL PLUGS 


Unnecessary current interruptions can 
be both costly and annoying, leading 
to customer dissatisfaction. By using 
Lok-Tite Wall Plugs on your product 
the user is assured of constant, unin- 
terrupted current supply. Once in 
stalled these plugs «tay tight 

won't accidentally pull out. Easily at- 
tached, they fit all standard outlets. 


Take advantage of the Special Trial 
’ 


Offer—mail or wire your order 


A tew choice marketing areas still aveail- 
able for Agents and Distributors. 


1670 Pennsylvania Street 
Denver, Colorado 
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Air Conditioned Prefab 
Homes Coming In 1953, 
Prefab Mfrs. Indicate 


AUGUSTA, Ga New, low-cost, 
year-round air conditioning units 
have made prefabricated homes with 
complete, built-in air conditioning a 
definite 1953 possibility, the Prefab- 
ricated Home Manufacturers Inati- 
tute was tdld here recently 

William A. Lake, residential air 
conditioning promotion manager for 
Carrier Corp., told the group the 
company's single - package home 
Weathermaker meant year-round air 
conditioning 


in such homes at an 
added cost of only $600 to $800. 
The units are of such size that 


they can be placed in a closet with 
only 12 sq. ft. of floor area. They are 
also quiet and can be located in the 
center of the home. Both of these are 
important factors in prefabricated 
homes where space and space ar- 
rangement are of the most critical 
importance 

Complete air conditioning was de- 
scribed as the newest sales tool for 
selling home in quantity. Within the 
last few months, Lake said, smart 
prefabricated home manufacturers 
have been swinging from an attitude 
of “I'm not convinced” to the convic- 
tion that they must provide year- 
round conditioning for their new lines 
of home models 

Lake said that air conditioning can 
provide a complete answer to many 
of the design problems of a prefabri- 
cated home manufacturer 

“The rectangular floor-plans neces- 
sary in low-cost construction, and 
the arrangement of windows and liv- 
ing areas for privacy and for the 
greatest convenience in the home's 
internal traffic patterns, have created 
major problems of ventilation and 
temperature control in some of the 
rooms.” 

“With year-round air conditioning 
taking care of ventilation and tem- 
perature control summer and winter, 
home designs that are good from 
many standpoints can now become 
perfect designs from all standpoints.” 


Air Conditioning Sells 
Homes Before Models 
Have Been Completed 


MAMARONECK, N. Y There's 
little question in the minds of builders 
Ernest J. Calcagni and Edwin Bayer 
that air conditioning sells houses, and 
sells them right across the boards 
; even before model homes are 
completed or furnished for public in- 
spection 

These two Westchester county 
builders sold nearly 50% of the first 
section of 125 houses in their Saxon 
Woods Park development here before 
a formal announcement was released 
to the press or an ad was run 

According to Calecagni, word got 
about that his $14,250-$16,500 houses 
were to be air conditioned, which he 
feels ‘set off the buying spree.” To- 
day there is a long waiting list of 
prospective homeowners who've made 
solid deposits for these homes 

Ted Skvugiund, president of York 


Westchester Corp., sold the builders 
on air conditioning their development 
with 1-hp. York hermetic units 
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SPECIALLY PRICED 
TRIAL PACKAGE 


Make your own test 
of Lek-Tite performance . . . 
20 Heavy-Duty Lok-Tite Plugs 
and 20 Plates, 

.«- BBAS 


| LOKTITE 


MANUFACTURING CO. 
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Storage To Be Converted 


Into Blast Freezer Without Structural Changes 


ning «a 
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i this rubber-encased connector links a 
retrigerator relay with a Fusite hermetic 
which is welded to the 

Originally, 


Bo effective ia the operation of the 


jet pump that temperatures of -19 
b were measured by thermocouples 

niy istributed among the tur 
keys 


DISC OLOKRED TURKEYS PLAGLED 


INDUSTRY 
What led to the development of the 
et pump is explained by Alford 
The entire refrigeration industry 
ng been plagued by the prob 
‘ f freezing turkeys and related 
poultry producta quickly enough to 
prevent discoloration he explains 


Actually the discoloration does 

t affect the taste and quality of 
the bird and is not usually present 
after the bird has thawed. It is just 
that the consumer is a little squeam 
ish about buying discolored fowl! 

Hince it appeared that we would 
be doing a large amount of business 
in poultry products this season, we 
felt we should devise a method of 
meeting thie industry-wide discolora 
tion problem before it presented itself 
to us 

The commonly accepted tunne! 


system was not appealing because of 
the high cost and structural changes 


in our plant that would have been 
required. [ cannot say how much, 
but it would have cost a tremendous 


sum to build « blast tunnel of suffi 


cient size to handle the volume we 
expect,” Alford said 
“As we have in many other cases, 


com- 
the connector had a 


brittle plastic case which presented various prob- 
lens, One engineers suggested a molded rubber 
pret algo redesigned the contacts, Resulung im- 
raverents include: (1) Greater structural strength, 
+ Eigmination of damage in handling, (4) Faster 


‘aspembhly, (4) Better 


electrical 


(5) 


connection, 


Higher pull-out" ratung And if yow have problems 
. tavaiving the desiga and production of similar, 
or yuoge intricate electrical assemblies, you, too, 


cag 


“thake a good connection” 


Just write or call 


usr without obligation, for recommendations 


COMPETENT ° 


Emeime imine planeny 


‘ ASSEMOLY PERSONNE) 


Ui 


108d) MICHIGAN AVENUE 


EXPERIENCED POSITIVE 


@ OSARBORN, MICHIGAN « 


WIRING HARNESSES AND ASSEMBLIES « CORD SETS « HEATER AND EXTENSION 
CORDS + ELECTRICAL SWITCHES © RELAYS « MOLDED RUBBER PRODUCTS 


COMPLETE 


CONTROL OVER QUALITY PRODUCTION FACHKITIES 


(All described in our new brochure —send for it today!) 


erside Manufacturing 


AND ELECTRICAL SUPPLY COMPANY 


PHONE Tiffany 66800 


we 


abandoned 


cepted 


the ‘commonly ac- 
method and went to work 
something suit our particular 
needs Simons studied the problem 
carefully and came up with the jet 
pump idea 

We now happy to announce 
that can freeze 200,000 Iba of 
poultry products in @ single day, and 


on to 


are 
we 


without any structural alterations 
we can increase the load to 1,000,000 
ibs with additional equipment,” Al- 
ford revealed 

Construction of the jet pumps is 
quite simple, according to Simona, 
but obviously extensive study and 


thought lie behind their inception and 
design 

They are made of %,-in. thick ply- 
wood with all the heavier framing on 
the outside to prevent any interfer- 
ence with air movement inside. The 
four jets are evenly spaced along the 
center line of the bottom of the duct 
or cabinet 

These are also made of the same 
thickness plywood and extend 13 in 
below the bottom of the duct. Sides 
of the nozzles are set at an angle of 
13° off the vertical, but the ends are 
square with the bottom of the duct 
They do not extend up into the duct 
but are flush with the bottom 


SPECIALLY TREATED 
LUBRICANTS KEEP MOTOR 
FROM FREEZING 


Duct is suspended by steel rod 
hangers from the structural steel 
roof framing supports with addi- 


tional hangers for the axial flow fan 
installed at one end. Specially treated 


lubricants, incidentally, are used to 
keep the fan motor from “freezing” 
when not in operation 

Success of this biast freezing 


method depends in no small degree 
to the proper arrangement of the 
pallets loaded with turkeys or other 
poultry 

“We have found that a space of 
14 in. between the piles of pallets 
works best,” Simons said. “We also 
used full l-in. thick lumber for the 
pallets instead of the usual 4-in 
wood.” 

These 
sure 


measures are intended to in- 
best possible air circulation 
through the pallets 

The results of the jet pump devel- 
opment may perhaps be more far- 
reaching than just the new blast- 
freezing method itself, Simons 
believes 

“For we now have ob- 
tained one of the most complete com- 
Pilations of data on mass freezing 
in existence,” he said. “This alone is 
a big step in the refrigeration indus- 
try’s effort to devise methods of regu- 
lating weather conditions in food 
storage plants 

“For years the industry has paid 
of its attention to controlling 
humidity as well as temperature in 


instance, 


most 


homes and buildings. Only recently 
have instruments been created to 
regulate relative humidity at sub- 


freezing and 
tures 

“We believe the data we have com- 
piled on this subject will help further 
to control relative humidity and, in 
turn, will help in reducing food 
losses in cold storage plants.” 

Simons indicated this new data 
will be revealed in the near future 
after it has been fully correlated 


near-freezing tempera- 


It might also be pointed out that 
jet pump at 
the 


the development of the 


the Alford warehouses is not 


WASP EASTON AVE «+ ST Louise “Oo 


JET PUMP devised by Edward Simons for 
freezer by inducing 30,000 <.f.m. movement of 


only “first” for this organization. Its 
twin one-story warehouses in Dallas, 
each 1,700 ft. long and 250 ft. wide, 
provide 7,500,000 cu. ft. of cooler 
and freezer storage in one and 
8,500,000 cu. ft. of dry storage in 
the other 

The represented numerous inno- 
vations in warehouse design, con- 
struction, and operating methods 
when they were opened in 1948 

“We obtain heat for our office 
building and dry storage area from 
water used to cool our 11 natural 
gas-driven compressor engines,” com- 
ments Alford as an example. “This 
is the same system used in most 
automobile heaters. Elliott Hallowell, 
our chief engineer, was the father of 
this idea 

“The result is that we are able to 
heat the areas mentioned without 
incurring extra fuel costs. We simply 
push air through a radiator carrying 


Alford worehouses converts cooler into biast 


-20° F. air through pollets of turkeys below. 


the hot water, then duct the air into 
our offices and dry storage area. 

“Our plant uses the direction ex- 
pansion, full-flooded ammonia system 
in the freezer sections and the cir- 
culating brine system in the coolers. 

“To supplement this, in anticipa- 
tion of a greater demand for freezer 
space next year, we plan to install 
enough absorption equipment for 
several hundred tons of additional re- 
frigeration,” he reveals. 

“This in itself is not unusual, but 
we plan to use ‘waste heat’ to oper- 
ate the system. Our 11 natural gas 
engines (and we plan to install three 
more soon) burn a lot of gas and 
consequently throw off a lot of heat 
through the exhausts. The exhaust 
heat, coupled with the heat of the 
water used to cool the engine, are the 
heat elements we intend to use to op- 
erate our absorption-type equip- 
ment.” ; 
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ARE SHODDY PRODUCTS 
THE RULE NOWADAYS? 


Art de Desrochers 
Route 3, Wenatchee, Wash 
Editor: 

Why is quality and pride of work- 
manship the forgotten factor in mod- 
ern American production? Why are 
most current products “junk” in com- 
parison with their counterparts of 
20 years ago” It can not be lack of 
know how. Many disgusted men: dis- 
tributors, salesmen, servicemen, and 
the ultimate buyer are beginning to 
ask why? 

Why does a company make an elec- 
trical switch in 1928 that lasts for 
years, yet make one now that poops 
out in two? Why use finishes that 
rust off in a couple of years when 
1928 finishes had to be removed with 
a blowtorch after 20 years? The list 
is endless .. . any man in the field 
can add scores to the complaints. 

Whether they realize it or not many 
old line companies are coasting on 


baa 
ANOTHER 

LA CROSSE 
LEADER! 


SUPREME BOTTLE COOLER 


Economy and efficiency team up to 


make this low price, high quality 
cooler more and more popular in 
schools, restaurants and hotels where 
refrigerated storage for milk and 
other dairy products is needed. At- 
tractively finished in blue baked finish 
with stainless steel lids . . . 3” Fiber- 
gias insulation... 
trated. 


LA CROSSE “OO 


factory and Gen't 
La Crosse, 
York City. Gatto Abie: Eximport. 


ea a 


Wis. Export Office: 80 Broad St. New — 


Model 461 illus- — 


| 


a past reputation. For some it is 
later than they think. Filtering slow- 
ly through the past reputation is a 
flood of recent-past fluff that soon 
will engulf the sales departments 

What is the man in the field to 
think? It would seem that manufac- 
turers hire bright engineeers to de- 
sigt. a superior product. Then hire a 
cost-cutting production manager to 
louse up the design. New techniques 
are great UNLESS they repeat past 
mistakes or cheapen the end product! 

Whether the buyer's market is with 
us or not I will leave to the econo- 
mists. But I do know that even the 
most avid salesmanship will not make 
up for a shoddy, fast-buck product 
Nor convince the man in the field 

I would like to see a return to 
justifiable pride in a good product, 
an honest product, a well-made prod- 
uct .. . made of good materials, by 
competent workmen, and well in- 
spected. Think it over! 

ART DE DESROCHERS 


WATER CAN BE RETURNED 
TO MAINS AFTER USE 


Dallas Air Conditioning Co., Inc 
Dallas, Texas 
Editor: 


I have just read your editorial in 
the Nov. 10 issue of AIR CONDITIONING 
& REFRIGERATION NEWS entitled “Less 
Water for Air Conditioning.” 

This is very interesting, particu- 
larly since Dallas is experiencing a 
critical water shortage at this time 
with no prospects for improvement 
in the situation until we get a gen- 
eral rain. 

You, of course, probably know that 
in this section of the country the in- 
stallation of a water saving device 
such as an evaporative condenser, 
or a cooling tower, is a must on all 
air conditioning systems above 1 hp. 
primarily due to the high cost of 
water, and now, due to the fact that 
the city council has prohibited the 
use of waste water in air condition- 
ing systems. 

A partial solution to this problem, 
where rather cool supply water from 
the city mains is available, might 
be the return of this water to the 
city main after it has served its pur- 
pose of cooling the condenser. Years 
ago, this was permissible in the city 
of Beaumont, Texas, and I personally 
sold several jobs where water was 
taken from the main and discharged 
through the condenser and back into 
the main at a point down stream. 
The only requirement is a pump with 
sufficient capacity and head to over- 
come the friction in the lines and 
| through the condenser. 

This idea might not be practical 
for extremely large installations, but 
it should be practical for the smaller 
installation where the volumes of 


| water required are not equal to or 
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WHY DESTROY 


Expensive Equipment 


Chemicals that Their way out of Metal, Wood 
or Plastic containers are injurious to the very 
surfaces thet they are intended to treat. if « 
glass container should be accidentally broken, 
the contents could do untold damage to velueble 


SOLVE 


LOWERS HIGH 
(And May Be Used While Plant i in Operation) 


And other encrusting matter from Condenser Tubes and 
Presson Jackets in 1 w $ deys AND SOLVEX KBEPS EM 


BE sare: uss SOLVEX « 


CHEMICAL SOLVENT CO. § VIRGINIA SMELTING CO. 


(In tablet or granular form) 
HEAD PRESSURE QUICKLY 


REMOVES RUST, Coe eee 


Com. 


Distributed by 


WEST NORFOLK, VIRGINIA 


greater than the actual volume of 
the water being used for other pur- 
poses in the particular area involved. 
Just thought I would pass this 
idea along to you for what it might 
be worth if the city fathers can 
reconcile themselves to allowing the 
temperature of the water in the mains 
to rise a few degrees 
MARVIN L. Brown 
Vice President 


FEAR — CONSTRUCTIVE 
OR DESTRUCTIVE? 


Washington, D. C 
Editor 

I was more than just interested in 
your article in the Oct. 27, 1952, issue 
of the AIR CONDITIONING & REFRIG- 
ERATION NEWS entitled “Take An- 
other Look” and in a particular state- 
ment which you made, namely, “God 
meant us to have fears.” 

You have struck an important 
point &@ point which will undoubt- 
edly have much to do with whether 
this world will be at peace or war 
I am reminded again of a question 
which I have found to be thought- 
provoking for people I have met and 
that is “What kind of a God have I?" 

Fear is a very serious threat to all 
mankind when you realize that it 
often, if not most often, is turned 
outward as hatred. 

Grorce R. Mowry 


Universal Diffuser Names 3 


NEW YORK CITY~—-Universal Dif- 
fuser Corp. here has recently ap- 
pointed the following sales agents: 
The Aires Co., Philadelphia; Harris 
Sales, Pittsburgh; Lydick-Barmann 
Co., Fort Worth, Texas. 


On. ‘Plant Washer Soles 
Highest Since March '5 


CHICAGO — The American 
Laundry Manufacturers Association 
reported that factory washer sales in 
October totaled 327,814 units, a gain 
of 103% compared with the same 
month of 1951 and the highest vol- 
ume since March, 1951, when 368.455 
washers were sold 

It was noted that the 1951 total 
included a small projection made for 
non-reporting companies which do 
not belong to the association. This 
projection was made monthly until 
the end of 1951. 

October factory sales of automatic 
tumbler dryers set a record. Sales 


amounted to 83,510 units, 90.9% 
above October, 1951, and 16.8% bet- 
ter than September, 1952 

Ironer sales in October totaled 


23,204 units. This was an increase of 


15.4% over October a year ago and 
a gain of 12.1% from September of 
this year 


Styro Sales In New York 
To Distribute ‘Styrofoam’ 


MIDLAND, Mich. The Dow Chemi- 
eal Co. has named Styro Sales Co 
of New York City a distributor for 
“Styrofoam.” 

The new distributor will handle the 
expanded polystyrene plastic which 
is used in the low temperature in- 


sulation, buoyancy, and decorative 
fields. 
Styro Sales is owned by Henry 


Peariman, while Bernard Greene is 
the manager. 


Home . 


CONDENSERS 


Fan or gravity types... fin 
and cube brazed . . . place type 
crimped ... clean... tight .. 


standard or special to fit your 
needs exactly. 


WRITE FOR DETANS 


JUST ASK US! 


Turn to “What's New” Page for 
useful information on new products. 


ONLY WILSON GIVES YOU 


8, 15, 19, 24 
cu. ff. sizes 


SELF CONTAINED 
UPRIGHT 


MODELS 


TO FILL EVERY FREEZER NEED 
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SECTIONAL | 
EXPANDABLE 
MODELS 


DISTRIBUTORS: If you're planning to take on a line of freezers, look into 
Wilson. Wilson is the line with a future for you . . . for Wilson freezers have 
the features, the quality, the dependability, and the price to make sales easy. 

For complete details and availabilities of wholesale distributor franchises, 


write, wire, or phone. 


HOME FREEZERS « 


FARM MILK COOLERS « 


Smyrna, Delaware 


WILSON REFRIGERATION, INC., 101 Glenwood Avenve 
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Refrigeration Problems 


and their solution 


by Paul Reed 


For Service and Installation Engineers 


A Temperamental 
_ Refrigerator 


«}t Wet WN, 


ta t : what might he 
‘ n Wlikek roof gerator that 
dura ft t? thene but other 
t def taif ream that 

4 ! 
: at ight 9 aa “ae the therme 
Hat ao | put ia one, but it's 
lifferent. {| trought it inte the 
ep and kept ) « ple of days 
atl it worked 41 just 1 took it 
beck and it whed 29K for the cus 
turer for severa} days then started 
the same old thing. to I put on an 
other thermostat Ing no dice. Now 
the customer ia mad and I have al 
temly spent mor} ty! eon it than I 


um going to be alle @o collect service 


feon for 


It i* a make thateta not very well 
arene Heres and I've 
worked on one befor 
wem much differer . from the popu 


“row never 


hut it does not 
war makes i (Pers something pe 


suliar about it that Sateen thia” 


THESE GREAT 


ANSWER 


While this is not one of the beat 
known makes, it is a good refrig 
erator, and there is nothing peculiar 
sbout it that would cause thia trouble 
This i# just 
this perticular 


omehow beer 


something peculiar to 
installation that has 


uverlooked 

Kefrigerating 
temperamental like people 
much 


machines are not 
They are 
dependable and under 
standable than people 


more 
as 4 rule, and 
if they do act up, there is always a 
reasonable, logical cause 

But is 
about this installation” 


there something peculiar 
Presumably 
thie refrigerator is used in a normal 
kitchen in a home Does it seem to 
defrost at any regular time, and is 
there some other condition that al 
eceurs along with the defrost 
ing” Have you checked for low volt 


age” 


ways 


QUESTION 


The defrosting seems to always be 
during the night. Mra Smith goes 
down to the kitchen in the morning 
at about 6 o'clock, and the refrigera 
tor is off and defrosted and the 
thermometer in the box up to about 
O° 06She starta to get breakfast and 


before long, the refrigerator starts 
and works fine all day 

If I could find out what does it, 
maybe I could get 4 patent on it 
as an automatic defroster 

These people just moved over in 
this part of town in September. They 
lived in an apartment before, but 
they used this same refrigerator 
They didn't have any trouble with it 

They have a house now —a sort of 
story and a« half, but I don't see what 
difference that makes 

We don't have much voltage trouble 
here. I serviced a lot of refrigerators 
in their part of town, and I don't 
have voltage trouble to amount to 
anything I have checked their volt- 
age, it was 106 volts a little low, 
but I don't think low enough to be 
causing any trouble 

Their kitchen is small, so they keep 
the refrigerator in a sort of pantry 
just off the kitchen. I was afraid it 
wouldn't get enough air in there, 
so I told them to keep the pantry 
window open a little, so it's plenty 
cool in there 

Since I first wrote you, it is doing 
about the same, except that two 
nights it was OK, but now it's doing 
the same thing again 


CABINETS 


can win new sales for you! 


ice 


CREAM 


Mode! 


el puture Also 
without supersiructure 


Compore their smart lines 
ploy orea their uniform 
with those of other cobinets 


why BTC’s Gtass Front Display Cases can make 


new sales for you 


H, pays to make space on your showroom 


floor for BTC’s new Glass Front Display Cases. 
Because both these cabinets offer outstanding 
features every dealer wants! 


$5-5310-6D0 with wv 


. Perstructure and J dimension 


available 


their stunning dis- 
low temperatures 
Then you'll know 


Right now is the time to get the facts on these 


great new BIC Cases. Don't delay 
Brewer -Titchener Corporation for bulletins describ- 
ing both Ice Cream and Frozen Food Cabinets 


DISPLAY BIC) CASES 


"BREWER - TITCHENER 


Corporati 


BINGHAMTON © NEW 


write The 


FROZEN FOO Ds 


Medel $$-5310-D with super. 
structure and 3-dimensiona! 
picture. Also avoilable with. 
ovt superstructure. 


,. on GLASS FRONT Quadruple Ther- 


mopane glass front can't be beat for building 
up frozen food or ice cream sales! 


sight! 


ROOMY INTERIOR Holds 10 Cu. 
zen food or 420 pints of ice cream . . 


EXCLUSIVE HIDE-A-WAY LID Fully insulated 
and self-contained. Slides under rear deck, out of 


Ft. of fro- 
. yet fits 


floor space only 53” x 30"! 


YORK 


EVEN TEMPERATURE Contents stay solidly 
frozen thanks to 6 lateral plates and baffle glass 
between packages and window. 


ANSWER 


Your second letter contains some 
clues. First, low voltage or high 
voltage seem to be eliminated as a 
suspected cause. Second, the system 
worked OK in their former home 
which was an apartment, and it was 
OK in this home during the summer 


Third, it is in a pantry off the 
kitchen. Fourth, for two nights re- 
cently, it did not defrost. 


Finally, you have checked the re- 
frigerator over carefully, and even 
changed the thermostat a couple of 
times, so the probabilities are that 
the trouble does not lie in some de- 
fect in the refrigerator itself, but 
rather in some attendant condition 
something different in the new home 
from the old apartment 

Apparently, it has been quite cool 
in the pantry during the nights 
lately. Consequently, there has not 
been enough load on the refrigerator 
to cause the compressor to run, so the 
evaporator defrosts 

This is characteristic of the per- 
formance of a refrigerator in a room 
that is not much warmer than the 
desired refrigerator temperature. The 
refrigerator door is not opened at 
night, so it stays rather cold inside. 
The heat leakage load is very small, 
so there just is not much reason for 
the thermostat to come on. Conse- 
quently, the compressor is off most 
of, if not all night. It is automatic 
defrosting, but uncontrolled and too 
much of it. 


YOU WERE CORRECT, BUT— 


You were correct in cautioning 
them about lack of cool air and to 
leave the window open a bit, espe- 
cially during the hot days of last 
summer. But what about at night, 

* and especially what about those two 
nights lately when the refrigerator 
did not defrost”? 

This is just surmise, but perhaps 
the user, for no particular reason, 
has been closing the pantry door 
after supper or at bedtime. With the 
window open a little during these 
cool nights, it could get quite cool in 
the pantry overnight. 

Maybe, again for no particular 
reason, the pantry door was left open 
for those two nights, so that the 
pantry was fairly warm those two 
nights. As a result, there was enough 
heat load on the refrigerator to cause 
the unit to run at least a few times 
during the night enough to keep the 


evaporator frosted anyway. 
The pantry window should prob- 


ably be kept closed and the pantry 
door open during cool and cold 
weather. If this is the solution, and 
the chances are that it is, it sounds 
simple after it is discovered. But 
some of these uncomplicated things 
are the hardest to figure out. Their 
very simplicity causes one to over- 
look the answer. 

The most obvious thing is some- 
times the hardest to see. So don't 
overlook those seemingly simple, ob- 
vious causes of trouble. It has been 
said before, but it will bear repeating. 
Look for the simple uncomplicated 
things first; it's surprising how often 
one of them is the cause of the 
trouble. 


GUY HAIRSTON WENDELL ENDSLEY 


Hairston & Co. Represents 
Marlo In Atlanta Area 


ST. LOUIS—Marlo Coil Co., manu- 
facturer of heat transfer equipment, 
has announced the appointment of 
Hairston & Co. of Atlanta, to repre- 
sent Marlo in that area. Guy Hairs- 
ton will be assisted by Wendell Ends- 
ley, sales engineer, in servicing con- 
tractors and architects with the 
complete line of Marlo air condition- 
ing and refrigerating equipment, the 
company said. 


PARTS TOUBERS 


Servicemen con 
pick up Motors ond 
ADAPTERS at your 
counter ond carry 
them in their cars; 


service completed 
in one coll, oa 
distinct advan 


tage. 
ADAPTERS also 
help you sell 
allied items: Mo- 


3475 East Nine-Mile Road 
Hazel Park, Michigan 


free cooler. 


For coolant, resistance welding and mold cool- 
g baths. Has 

ations: circulating 
aphic units, bottling plants, dairies, 


ing . . . plating, g and 
numerous water cooling a 


paper mills, bakeries, etc. 


HEAT-X heavy duty liquid coolers are equipped 
with TX valve ~ Bape me controller. Merely 
g unit and water sup- 


make ti d 


bandos haskipaeennae 


Refrigerant and liquid in separate tubes cast 
within an aluminum block mean a sanitary, trouble- 


Request free descriptive bulletin. 
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Distributor Sales 
Of Refrigerators 


By States 


SALES OF ELECTRIC HOUSEHOLD 

REFRIGERATORS BY DISTRIBUTORS 

TO DEALERS —BY STATES — FIRST 
NINE MONTHS 


NEMA September Sales of Refrigerators Reach 
257,362; 9 Mos. Sales Lag at 2,633,680 Units 


Summary for September and First Nine Months, 1952 
Complete Refrigerators Only—Sales by Sizes—t nits 


SEPTEMBER (16 Companies) 


Domestic 


AIR CONDITIONING & REFRIGERATION NEWS, DECEMBER §, 1952 


Nema Sales - - 


(Concluded from Page 1, Column 2) 
For the first three quarters of this 
year, sales aggregated 2,633,680, 
against 3,209,338 in the correspond- 
ing period of 1951 

Distributor sales to dealers in the 
first nine months totaled 2,415,155 


25 


conditioning units will be compact 
and may be accommodated in any of 
the Gunnison Homes models along 
with other mechanical equipment 
Purchasers of Gunnison Homes will 
be able to include air conditioning in 
their mortgage financing, according 
to General O'Brien 

General O'Brien further said Ait 
conditioning already has become 4 


units. This compares with 2,640,272 "™#J0r factor in selling new homes 
(48 States Other oe We believe it will soon be a ‘must’ 
in the like period of last year 
+ Reports were received from 14 companies Sizes and D.C.) Canadian Foreign Total seeateiee " aaie an water i the home building industry 
J States Ualte 1. Less than 4 cu. ft heaters were also up in September Wampler added that Carrier's ex- 
; Alabama S oa 2. 4 cu. ft 1,772 1 526 2.299 over a year ago and down from 1951 PeTience this year indicates that “Mr 
t ya 32 179 3%. 5 cu. ft il“ 18 32 in the nine-month total. September and Mrs America are clamoring for 
California 175,397 4. 6 cu. ft. 25,523 oe 2,974 28,598 sales totaled 47,879 units, compared Year-round air conditioning 
' Colorado 20 686 5. 7 cu. ft 25,593 1,577 2,292 29,462 with 41,522 in the similar 1951 month He cited more than a dozen large- 
+ ey 4 6. 8 cu. ft 57,189 2,991 6,487 66,667 In the first nine months, 406,316 Scale Weathermaker Home develop- 
aware 5. a . 
District of Columbia 30.908 7. 9 cu. ft. 56,755 2,204 3,011 61,970 units were shipped, against 544,326 ments across the country started in 
Florida 71.930 & 10 cu. ft. 15,169 1811 700 17,680 in the like 1951 period cooperation with Carrier this summer 
Georgia 64.533 869. «11 cu. ft. 44,135 7 1,435 46,318 Electric range factory shipments Which contemplate the erection of 
—, nae 10. 12, 13 cu. ft. and up 3,961 236 144 4.341 in both September and the first nine more than 3,500 air conditioned homes 
I Indiana 64.164 11. Total 230,111 9,682 17,568 257,362 months fell behind the year-ago * : a 
lowa 32,146 iia : totals. September sales amounted to 
ae a1.139 FIRST NINE MONTHS (16 Companies) 64,260 units, compared with 96,182 
Louisiana 46,457 Domestic in September, 1951. Sales in the first 
Maine 11,776 (48 States Other nine months totaled 694,630, against TY PHOO j 
Maryland a. Sizes and D.C.) Canadian Foreign Total 928,827 in the corresponding period 
amoung car 1. Less than 4 cu. ft. of last year . e 
Minnesota 33.974 2. 4 cu, ft. 16,891 92 2,907 19.890 VL 
Mississippi 34.886 3. 5 cu. ft. 216 371 17 604 
Missouri 77.687 Prefab H ition ENGINEERED FOR EVERY NEED 
Montana ~ ee 200.82 8.462 26.154 230,547 Air Conditioning - - : 
Nebraska 18.650 » Toa KR 263,342 20,856 24,713 308,911 PRICED FOR EVERY BUDGET 
moet 3.604 6. 8 cu. ft 610,016 14,461 44,692 669,169 (Concluded from Page 1, Column 2) 
New Hampshire 7.008 7. 9 ecu. ft 520,686 44,016 24,024 588,726 
New Jersey 80.489 7 . - - 7 pany next year will offer the cooling 
New Mexico 8.600 - - 4 ~ poo 12,384 9.495 280,929 and heating units in any of its models @ Air Conditioning Units t 
New York 308.055 orn - — 11,480 11,384 460,061 through its nationwide organization 1¥%-20 tons : 
North Carolina 68,576 10. 12, 13 cu. ft. and up 71,627 790 2,426 74,843 
North Dakota 9.381 41, Total 2,379,777 : of 350 dealers. © Multi-Packaged Systems 
Ohio 128,364 A : eenene se8,8t3 2,688,680 Wampler declared that the con- Up to 60 tons 
Oklahoma 40, 667 Participating companies: Admiral Corp.; Aveo Mfg. Corp.; The Coolerator tract “brings air conditioning to the © Prop-R-Temp Heat Pumps 
yma Rd aa Co.; Deepfreeze Appliance Div., Motor Products Corp.; Frigidaire Div. General mass home market. Both Gunnison 2-20 tons 
Rhode Island i173 Motors Corp.; General Electric Co.; Gibson Refrigerator Co.; Hotpoint Co, Homes and Carrier are confident that ¢ Evaporative Condensers 


South Carolina 36.199 Div. of General Electric Co.; International Harvester Co.; Kelvinator Div. the initial contract will be increased * Packaged Water Chillers 


Sot Dakota i= Nash-Kelvinator Corp.; A. J. Lindemann & Hoverson Co.; Norge Div.. Borg- by many times prior to next sum- TYPHOON AIR CONDITIONING (0., Inc. 

} en a 134.713 Warner Corp.; Philco Corp. Refrigeration Div.; Sanitary Refrigerator Co.; mer's major building season.” 194 Union Street, Brooklyn 15, 4. ¥ zi 
Utah a973 ‘Seeger Refrigerator Co.; Westinghouse Electric Corp. He said the “Weathermaker” air , : ae 

Vermont 3.799 —— — - —— ~ SS TE _EREEEED 

Virginia 48 969 | 

Washington 2.181 Detroit ASRE, ASHVE 

West Virginia M4561 

Wisconsin 40.500 i eeti | 

Wyoming 3.118 Plan Joint M ing 

TOTAL UNITED STATES 2,415,155 | 


DETROIT—“What Type Air Con- 
ditioning System-——Central Station vs. 
Packaged Units” will be discussed by 


Participating companies Admiral Corp 
Aveo Mfg. Corp... The Coolerator Co 


IN THE INDUSTRY | 


Deepfreeze Appliance Div.. Motor Prod- 
ucts Corp., Frigidaire Div.. General Mo- S. M. Miner of York Corp. before a 
tors Corp.. General Electric Co.. Gibson joint meeting of the Detroit ASRE 


Refrigerator Co., Hotpoint Co.. Div.. Gen- 


International Harvester 


section and the Michigan ASHVE 


eral Electric Co 


Co Kelvinator Div Nash-Kelvinator chapter at 8 p.m. Monday, Dec. 15 = 
Corp.. A. J. Lindemann & Hoverson Co in the small auditorium of the Engi- | 
Norge Div Borg-Warner Corp.. Philco 


neering Society of Detroit. A 6:30 
dinner will precede the talk. 


Corp Refrigeration Div 


Westinghouse 
Electric Corp 


improv 


he Mhoasand’ Oy Lia CONDENSING UNITS 


The Cutler-Hammer Line lets you get 


mccetene eet at NEW, LOW PRICES 


replacement control for more than 1000 
WATER COOLED CONDENSING UNIT 


past and present refrigerator models. 
No “modifying.” No fussing. Quick 

Low, Regular and High Temp., from ‘4 H.P. 
to 50 H.P. 


action. Faster profits. Dependable 
AIR COOLED CONDENSING UNIT 


performance. Lasting good will. 
Self-contained, remote, truck type, from 


% HP. to 3 HP. 


COMBINATION AIR AND WATER 
COOLED CONDENSING UNIT 


Plenty of reserve capacity for extreme hot 
weather. Operates primarily as cir cooled unit 
with shell and coil condenser as auxiliary in 
case of overload. From ‘4 H.P. to 3 H.P. 


COMPRESSOR UNITS 


For use with evaporative 

condensers, low temperature 
i i ind oir 

cooling, processing o id aii lamers 730,198 I 

conditioning installations, BOOTHS 734, 236 

from 3 H.P. to 50 HP 27M, 335, 337, 339 


Here ore justo few of the “specitee Want to save time and trouble on your refrig- 
ected Cones sontrols in we ve eration control replacements? Then make the 
catalog. " Cutler-Hammer refrigeration control catalog 
your standard ‘‘guide’’ on replacements. Here 
you will find “specific-fit’” units which are not 
merely listed but already manufactured by 
Cutler-Hammer for more than 1,000 individ- 
ual refrigerator models which the industry has | 
produced since 1925. No “modifying,” no | 
fussing, no compromises, when you put in | 
C-H “specific-fit’’ replacement control units. | 
And you'll also quickly see how the widely- 
known Cutler-Hammer name (advertised in 
The Saturday Evening Post, Time, News- 
week, American Home, Better Homes & Gar- 
dens, House & Garden, etc.) builds customer | 
confidence and good will. Do not forget, this 
C-H refrigeration control line includes the 
outstanding general purpose replacement con- 
trol (9521N9) for use with motors having 
“built-in” overload protection. 


9502N387 C-H 
“specific-fit” for 
Norge 1932-33 
models. 


SEE this New CURTIS line 
ot the Internationo! Meoting 


Se ceoctons 1080 ema ond Ventilating Exposition — 


9 models. 


INTERNATIONAL 
AMPHITHEATRE 


Cmcago tihnors 


NEW CATALOG. New 1952 C-H Refrigeration 
Catalog has 16 pages new material, 64 pages alto- 
gether. More “‘specific-fit’’ replacement units. 90 
different box manufacturers listed and the C-H 
control to fit. Get a free copy and the control 
items you need through your authorized C-H 
refrigeration wholesaler. CUTLER-HAMMER, 
Inc., 1362 St. Paul Avenue, Milwaukee 1, Wis. 


9502N417 C-H “specific-fe” 
for Briggs 1937 models. 


S45 


9S21NI1 C-H “specific-fit” 
for Leonard 1937 models. 


For Immediate Information —Use This Coupon 


CURTIS REFRIGERATING MACHINE DIVISION = 
of Curtis Manufacturing Comrony 
1912 KIENLEN AVENUE, ST. LOUIS 20, MISSOURI 


1 om interested in direct foctory fronchise. Send plete detoils 


9525N107 C-H@ 
“specific-ft” 


for Crosley 
1949-50 
models. 


Featured by Cutler-Hammer 
refrigeration wholesclers 
ond recommended by alert 
service dealers from coast 
to coast. 
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PATENTS 


Week of September 23 
(Concluded) 


DESIGNS 
“114. BEPRIORRATEO SEVERAGE 
PISPRSSER. Benry Dieplees, Pasadena, 
cea aesigner to Buabie 
lee Angeles, Call, « 


Growers, tne 
Wperetion of Call 


tora. Applicetion Ayr! 14, 19%, Gerial 
ae (518. Term of patent 4 years. 
ca Des) 


AVAILABLE FOR LICENSING 


OR BALE 
International Marve hae placed 
ie patent ' bh Kegeter af available 
i“ oneing ’ tae ble terw 
At batho t ‘ he wf id be ad 
ireseed t Patent I ariment, Interne 
veal Marweeter ¢ xy Yorth Michigan 
AY (hieng 2 i 
tat 1564068 Insulation Beal for Ke 
frigerated) Cabinets Patented Aug a 
“) Melates to « tetrigerater cabinet 
scaling tint hom foo wling the ineule 
medium dispoeed Letween the inner 

om uter walle f th stenet Group © 


“ss Kee N 4% 


Week of September 30 


241208 BEPRICGERATOR DEFROST. 
19G SYSTEM William & Hansen end 


Marry G@ Manton. Princeton, Ind as 
sigeors to Manson Mig. Oo., Princeton, 
ind, &@ corporsiion of Indiana. Applica 
tien Mov. 10, 1849 Herial Mo. 196,60 
¢ Claims. (Cl. @-4) 

1 In « refrigeration syytern a refrie 


Buy Peerless 


FOR PERFORMANCE 


DRIP-PUMP 
for | 
Condensate 

on Air 
Conditioners 


The Peerle 


troublesome 


Drip Pomp solves the 
dr attiag problem on 
here. retrigerators 
and other machines « 


aires mebitioine mee 


ere condensate 


is present by elinieatiag hazardous 
gravity drains eltoyether’ The Drip 
Pump lifts  ondeij sate uf and out, 
ovethead saves valuable space 


iiustration shows Modal DP.2 high 
capacity hagh litt pomp } 
toner applieations Als 


Model DP.1 packles 


or aie conds 
available um 
ceutetugal type 


pump, driven by “flea power * motor 
“the ideal pump tor wee for deme, 
unit of flash cooler Hoth models are 


ruggedly buat for hong, hard service 


chly meetalled. Write for 
full information 


Peerless of America, Inc. 


Hh 150) No. Magnolia, Avenue 


Chicago 27, iiljow. USA é 


easily and qu 
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eretium 
fre 


unit baving « drive 
nea heater . 


motor, « de 
ewitch having « fret 


position for estabiiahing « cireuit through 
said drive motor end « second position 
for establiiehing « irewit through said 


heater a thermostat in the cGrewlt be 


tween seid switch and moter reeponsive 
& predetermined temperature in the 
none being refrigerated to complete the 
ireult from the ewith to the motor 
* timer in parelic! with ssid motor ss 

j - ‘ 

a ” 
—- 
7 = . 
° . 

; 

¥ ‘ 
a | be energized simultaneously there 
with end heving « com perable after « 
predetermined period { energisatiot f 
said timer t move eaid ewitch from ite 
firet ¢t ite second pewition for a prede 
termined timed period. and cireuit con 
tral mechanien actuated by seaid timer 
perebie automatically +t maintain said 
timer energiged during said timed pertod 
and to de-energize said timer af the ex 

piration of said timed period 

2,612,088 TED BEFRIOERA. 


TOR VEHICLE BODY. Paul BR. Schnadei, 
Oakmont, Pa. 
Co, Pittsburgh, Pa «& 
Penasyivenia. Application Mov. 4, 
Serial No. 4.289. 3 Claims. (Cl. @—15.) 


1 In an tneulated refrigerator vehicle 
bewty « roof structure comprising vertical 
layerea f saheet ineulation and heortgontal 
ayers f sheet ineulation arranged to 
form « step joint, metal sheathing envel 
oping the edges of the borteontal and 
vertical ineulating layers. and a rounded 
metal orner piece extending from the 
outer roof sheathing to the side wall of 
the body having insulation disposed there 


in sald insulation at the 
tiled by 


orner being for 
asbestos and foil 

2,614,089. BEFRIGERATOR DOOR SUT. 
TER COMPARTMENT. Milford J. Schra-. 
der and Donald EB. Cooke, Greenville, 
Mich., assignors to Gibson Refrigerator 
Co., Greenville, Mich., & corporation of 
Michigan. Application Dec, 1, 1960, Serial 
Mo. 198,571. 12 Claims. (Cl. 6-88.) 


1 In « refrigerator 
ated food compartment 
door providing 
sald door 
from the 
within 


having a refriger 
and an insulated 
access to the compartment 
having «a recess therein 
inner side of the door 
said recess providing «a 
ment open at ite inner side 

having side wall areas 
uninsulated area in communication with 
the outer side of the door and a closure 
equipped with a tray slideably mounted 
in said shell and having a handle pocket 
portion extending centrally within said 
ahell 


open 

a shell 
compart 
said shell 
enclosed by an 


2,612,030. REFRIGERATION. Clyde = 
Ploeger, Bvaneville, Ind, sesignor 
Servel, Inc... New York, MN. ¥., a iN 
tion of Delaware. Application May 13, 
1960, Serial No. 161,836. 1 Claim. (Cl. 6— 
106.) 


making machine, a 


depending side 


mold 
walla 


and 


Subscribe Now 


Reeeise the greatest 


refrigeration, commercial 


me lreesers: 


trade 
Conoiionivne & Reraicerarion News, Published every week. 
Brings vou lite«st news and vital information on household 
refrigeration, 
manufacturing, distributing, retailing, servie- 
ing, and contracting. Only $5 per vear, 52 issues. 


fill in coupon and mail today 


\ AiR CONDITIONING a REFRIGERATION NEWS | 
1 450 West Fort Street, Detroit 26, ; 
Gentlemen, Send the NEWS for one year | 
| $5 enclosed Bill me [ ) Bill the company 
' | 
Name 
Company 
Street ; 
City Zone State 
12-8-52 
ee oe ee ee SEE 


paper in the Industry Arm 


air conditioning. 


PROCUREMENT INFORMATION 


The following is « list of proposed procurements - by _the At 
U. 8 This 


various indicated Government 


leet is compiled and made available daily on « free pick-up basis. 
Prospective bidders may obtain complete bid sets by a request 
the pure 
Be eure to identify completely the bid invitation 
you wish by including in your request the item description, the 

or reference number and 


te the purchasing office unde 
this Bynopsis 


r whie 


tavitation sumber 


have at least a 15 


ft. extension 


ord with polarized nd “4 plug 
) 


for 2 volt 


ement 
New Mexico 
is listed in 


the opening date. 


3 phase 
Corps of Eagincers, 


Construction of Commissar 
refrigerated storage an 
Warehouse storage 
AFB. Albuquerque. N 


cycle 
Albuquerque District, Albuquerque, 


Job (ENG-29 


- 6 Jan 53 
0065-53-55 B) 


350.0 plan deposit 
This will save time in filling your uest For reasons of 
economy, specifications are normally not included with the bid District Public Works Office, H aarters, Fifth Naval 
imvitations unless the specification is a new one. First time District, Naval Base, Norfolk 11, Virginia . 
bidders on « particular item should request a copy of applicable Air Conditioning for Machine Job 35824 16 Dee 52 


specifications and drawings at the time the request for « bid 


“ Ly my 


ry to refer selely to the issul 
invitation iasued by 


neceasa 

odditions! data on a bid 
ing U. B Army Ordnance Offices 
; Detroit Arsenal; 
Raritan Arsenal, Rock 
Watertown Arsenal 
tien on any purchase listed 
obtained from the Ordnance 


Isiand Arsenal 


Office. Do not ask an Ordnance District Office for information 
on & purchase uniess it is listed by one of the above- 
offices, Ordnance Die oO de net have information on 


eney ether pure 


Invitations for Bids numbers will be followed by the letter 
Requests for proposals or quotations will be indicated in 
if numbered, 


this column by the letter “QQ” or, 
will be followed by the letter “Q.” 


DEPARTMENT OF DEFENSE 


Hteee ription 


Quantity 


Ss. Army, 


Corps ef ray eel t . 
Ay Jacksonville, 


575 Rivers 


Ordnance a Automotive 
Frankford Arsenal 


and Waterviiet Arsenal. 


Shop at the Na 


ng office for Virginia 
any of the follow- specifications 
Picatinny Arsenal. 


al Ordnance 

Charleston 
Deposit of 

$10 required for plans and 


Complete informa- 


any of those offices alone can be 
istrict Office nearest you 
dress i# on file in your nearest Department of Commerce Field 


Ite ad- representatives of the 


the Contractin 


the number 


— Quant 


Jacksonville District, 
Florida , 


Otlcce he = tly 


with the criteria set ferth in 
Production Act, as amended, 
concerns Therefore, 


4 pe 
im the i cht of the facts and circumstances existin 
of the pincoment of the contract, the contracting o 
that a contract cannot be 
detriment to the Government's interest; 
of reasonable price or other justifiable reasons, the contract- 
ing officer may request Le pe of the joint determination in 
ich case the procurement may not ly 


NOTICE TO SMALL FIRMS 
The following is a et of sf pospesee procurements which the 


fense Plants Administration and 


determined, 
tiem 7i4 (f) (2) 
be awa 
the precurements listed below will be 

s. Uniess otherwise desis 

m r+y a small b 
oe De ment of De- 
ding its affiliates, employs 
reons. 


rv considers 
with a small business concern 


be placed with 


we : small concerns exclusively.) 
Heating roy air cuainiienton Job (ENG-O8 6 Jan 53 
system for central control 123-53-23R) Bureau of Ships, Washington, D.C. 
building. Air Force Missile Sink, temperature coastroller 21 522-56Q 22 Dee 52 
Test Center, Patrick Air with refrigerated storage 
Force Base Cocoa, Florida cabinet, for photolithographix 
» 7 a q processing, and capable o 
pwn swe md Restetet, Corps of Engineers, FP. O. Box 1229 operation on 115 volt AC 
Refrigerated Storage Bldg Job (ENG-41- 23 Dee 52 power, spec. MIL-5-17086 
Sliington AFB. At Genoa 243-53-71) END OF SMALL FIRMS LISTING 
Texas. Const. of one-story 
Wood Frame Bidg 8150 8/F 
in Area W Connecting Utilittes co 
ealy NTRACT Ww 
Mobile Air Materiel Area, Brookley Air Force Base, S A ARDED THROUGH DEC. | 
Alabama General Stores Supply Office, 700 Rebbins Avenue, Philadelphia 
Invitation for Bid /B’ and Requests for Proposal _Q/ are dia- ll, Pennsylvania 
tributed to firms listed in the Bidders List maintained by the Coolers Bubbler Drinking Water.—-735 eca.—$91.887.—Sunroc 
above activity, A complete bid set is available for EXAMINA- Company, Glen Riddle, Pennsylvania 
PION (ONEY by prospective bidders pt the Air Regional Offices  Oxishoma City Air Materiel Area, Tinker Air Force Base, 
scam * . y Oklahoma City, Oklahoma 
> f >. f ° 
Machine Chilling. Sub-Zero lea (34A-53LF 9 Dee 52 m - 
de dimensic Electric Service and Cooling Tower for 800 HP Compressor. 
inside dimensions 144 in. lg 737 B) . as 
x48 in. wide x 48 in. dp. cap Building 215, Project No. OC-46-53.—$33,293.-Boyington Elec- 
1 hp open type compressor tric Company, 1606 North Broadway, Oklahoma City, Oklahoma 


freon 22 220 V 3 hp 60 cy« 


Navy Department, 


District Public Works Office and 


Officer in 
Must be portable. Must have Charge of Construction, Sixth Naval District, P. O. Box 365, 
a minimum of 4 swivel type Naval Base, Seuth Carolina 
casters which will capper’ at Refrigerators for kitchen equipment, U. S. Naval Industrial 
least 1000 Ibs. over and above Reserve Plant, Bristol, Tennessee.—Job.—$20,795.—Sperry Far- 
the weight of the unit. Muat ragut Corp., 8‘ Fifth Street, Bristol, Tennessee. 


with an open bottom, cross partitions in 
the mold forming a plurality of cells, a 


platen for opening and closing the bottom 
of the mold, a coil overlying the top of 
the mold, a heat exchange system con- 


hected to said coil to deliver either a 
cooling of heating medium to the coil 
to freeze liquid in the mold and release 
jee therefrom, and a vent opening in the 
top wall of the mold overlying each cell 


2,4120%. ADJUSTABLE AIR DISTRI. 
BUTION GRILLE. Walter W. Kennedy, 
Rockford, Dl., assignor to Barber-Colman 
Co., Rockford Ml. 


1 A grille having two relatively per- 
pendicular sets of fins and angularly ad- 
justable crossbars with the parts of each 
set spaced apart longitudinally of the 
parts of the other set. said fins being 
composed of relatively thin sheet metal 
and having rows of spaced holes therein 
elongated in one direction to receive the 
crossbars in assembly and disposed inter- 
mediate the edges of the fins to provide 
lands on opposite sides of the holes, and 
said crosebars being of greater rigidity 
than the fins and having outwardly open 
ing notches longitudinally spaced along 
the crossbar margins and faring out- 
wardly for coaction of their walls with 

» edges of said holes to guide said lands 
inte notches during turning of the crosa- 
bare in said holes 


2,612,0%. ADJUSTABLE AIR DISTRI. 
BUTION GRILLE. Walter W. Kennedy, 
Rockford, Ml, assignor to Barber-Colman 
Co., Beckford, Ml. 


1 A grille comprising a series of thin 
flat fins disposed in spaced perallel rela- 
tion and having holes therethrough spaced 
longitudinally of the fins. a plurality of 
crossbars substantially thicker than said 
fins xtending through one set of 
the alined holes of the fine and having 
marginal notches substantially wider than 
the thickness of said fins and defined 
by parallel side walls straddling the por- 


each 


tions of the fins surrounding said holes 
semicircular depressions formed in op 
Pomite ides of said crossbars adjacent 


the margins of each of said notches. and 


lug® projecting into said notches and to- 
ward each other from the depressed por 
tions of the croesbar with the opposed 
nner ends of the lugs spaced apart a 
listance slightly greater than the thick 


ness of the fins for engagement with the 
surfaces of said fin portions. 


5. In a drink dispensing apparatus, the 
combination of means adapted to intermix 
liquid and gas and to produce an effer- 
vescible liquid, a pressure reducing 
chamber for storing. said effervescible 
liquid under pressure for subsequent 
venting to atmosphere, a conduit adapted 
to convey effervesible liquid from the 
intermixing means to the reducing cham- 
ber, a venting conduit connected with the 
reducing chamber for relieving pressure 
therefrom to atmosphere, a syrup con- 
tainer, additional conduits adapted to 
convey effervescible liquid from the re- 
ducing chamber and syrup from the syrup 
container to a discharge pipe, and flow 
controlling means comprising valves in 


said venting and additional conduits for 
coordinating the flow of liquids there- 
through and for relieving to atmosphere 


pressure in said reducing chamber prior 
to flow of effervescible liquid from said 
discharge pipe 


(To Be Continued) 


As an industry service, 


allied industries 
some foreign countries. 


letterheads: 


individual, 
number. 


or interested 


of states, or 


Am Conprrioninc & 


MANUFACTURERS’ 


Am Conpiriontne & Rerricera- 
TION News maintains a file of manufacturers’ represen- 
tatives-serving the refrigeration, air conditioning, and 
in all parts of the country and in 


We periodically check our files to expand this service 
and request all qualified representatives (except those 
who have written within the last six months) to send 
us the following information today on their own 


1. Complete name of company or 
address, and phone 


2. Lines and products now carried 
(not necessary to list manufac- 
turer represented). 

3. Lines and products being added 


4. Territory covered by states, parts 


Please send the above information to: 


BOX RP.A, 450 W. FORT ST.. DETROIT 26, MICHIGAN 


REPRESENTATIVES! 


in adding. 


countries. 


v 


REFRIGERATION News 


— 


Ve file oe tre me : ae wees Ns a me “a ; ‘ Rect : “ ae a ce SA , Pane =a a ba BS ; a fo a ne ra inet eR a 
Th. DAY Dee di 8 ee eee ae a 3 Ce une. Neg oe ane. a Se See. ot ea 
bigeye ite fo: Sua oy Seay: Fie, Wea oa * ee Se a. | Seg a ee 

a oie... 2S | 2 q Pe oh reg ‘ . ‘i » 

a) ee 
0 aie aes 
= ** * 
~ ag ibtitoanl 
a  ___ Peicnag®, 5 , 
—— -  .. (lize 
a austeeo~ a 
Be cre 
ee _—— | 
—— ee : 
and ; 
Po | 
= = * 
tain Aah 
r — 
— ¥ fF = 
| oe 
r 4 | 
\ x | 
s . 
© ornamental design s retriger 
ate beverage tlmgretiae ? os shown and 
o~ bed . tiated enly with ema 
mated by the Small 
Bees concera is ners 
fense te be any co 
(se ee j 
. » as | lavitEter opening 
Ne Date 
fe . 
. 
a / 
P AN ac 
(Po eS 
= tt 
es Sh: 
eer SL ee 
— i PARATUS FOR CARBONATED BEV- - ae Say 2 
bo |) ee EBRAGES. Hans G. Wissen, New York, . - Lo. 5 
or: t ,? M. ¥., assignor of one-half to Alexander «ge 
: oa bs iL Martin, New York, MN. Y¥. Application nn a 5 = 
é. my March 13, 1946, Serial Mo. 654,022. 10 - - 
F es | Claims. (Cl. 225—21.) 7 a 
L " Po : 
* ‘ 7: t* Fs _il *- 
a al iff ” ed 
° * 
> { oa 
* : Po 
Po Se 
Pry o 
ed . 
af A 
a 
_ *, 
; 2 3 = Pee WE a v 
BS ; t Yaw a's | 
—-- 2 1 
Li 
| ee 
Lad ” 
: a en 
; nn ce 
having «a top = | 
pene ee 
~~ 
mn a 

] P . . 

a_ 

, G." . 4 

wh ane, 

| “i « a” 
oy 

4 a 
7 ae || 
‘or eee ee 
i 
: « che if Gt a a Fah ween aay hee a act ee a "Sige oe ln | ee an “ee ee: "ag “ee ie oe PM 
eae th Geet A ey tga 2 Bee gt ee, ee “—e ‘a tye aa ee i ee ee so ae ae ae: Aa ae a Peete. oa ieee 7 Pi ce AIR" Bs 

A rad BN Te is) os pak ee ce Se eee z Times Pe, eS ies a ae a a oc, Mae Z. ieee | id oe ee a 


AIR CONDITIONING & REFRIGERATION NEWS, DECEMBER 8, 1952 


AIMED AT boosting heot- 
ing equipment, roodside 
sign is pointed on cord- 
boord of metol. Green, 
block, ond red point dvu- 
plicate firm's letterhead. 


3x6-Ft. Reproduction of Letterhead Makes 


Attractive, Inexpensive Roadside Signboard 


WACO, Texas—-Want to get more 
punch and eye-appeal into your ad- 
vertising signs? Want something that 
will stand out from the hundreds of 
signs no matter where it is used? 

That was the aim of Herbert M. 


Kay, president of The Kay Co., local 
refrigeration, heating, and appliance 
dealer. His solution was a large re- 
production of a company letterhead 
bearing appropriate copy. 
Inexpensively turned out, the signs 


| CLASSIFIED ADVERTISING | 


RATES for 
per insertion 
word over 530. 

RATES for all other classifications $7.50 
per insertion. Limit 50 words. i5¢ per 
word over 50. 

ADVERTISEMENTS set in usual classi- 
fled style. Box addresses count as five 
words, other addresses by artual word 
count. _ Please send payment with order. 


POSITIONS WANTED 
SERVICE ENGINEER with 27 years’ ex- 
perience in commercial and industrial re- 
frigeration, air conditioning and heating, 
up to and including 300 ton systems. 
Wants permanent connection with com- 
pany in southern Florida. At present, serv- 
ice manager for one of Chicago's leading 
contractors. BOX 3992, Air Conditioning 
& Refrigeration News. 

FIELD REPRESENTATIVE, now em- 
ployed in an under-paid position and 
stymied for salary advancement, is look- 
ing for new employment which offers op- 
portunity for betterment of income. 
Twenty-two years’ experience in factory 
sales work in commercial refrigeration, 
packaged air conditioning and major ap- 
pliance lines. Only three previous em- 


“Positions Wanted" $5.00 
Limit 50 words. 10¢ per 


indicate ability and stability. Qualifica- 
tions to assume responsibility will be 
highly recommended by previous and 
present employers. Middle-age, single, 
will move or travel anywhere. Write 
BOX 4160, Air Conditioning & Refrigera- 
tion News. 


PURDUE ENGINEER graduating Febru- 
Major in Mechanical Engineering 


ry ist > 
Seen in Refrigeration and Air Con- 


ditioning. Interested in future of sales 
engineering. Married with draft status 3A. 
Good scholastic record. Write BOX 4170, 
Air Conditioning & Refrigeration News. 


POSITIONS AVAILABLE 
AIR CONDITIONING SALESMAN. 
want a first-class man who is now 
ployed, but whose opportunities are 
equal to his abilities. We'll furnish 
opportunities—big city, established com- 
pany, Carrier equipment, unlimited mar- 
ket, aggressive advertising, productive 
leads, expenses paid, commissions paid 
with order, congenial associates. Perma- 
nent position. Wonderful opportunity for 
a real salesman. Interview arranged if 
you can sell yourself. BOX 4165, Air Con- 
ditioning & Refrigeration News. 


CHIEF ENGINEER wanted to take com- 
plete charge of Product and Research 
Engineering. Company manufactures low 
sides and related equipment. Old estab- 
lished concern, plans are to branch out 
in other phases of refrigeration and di- 
versified products. Write giving full in- 
formation in first letter, regarding experi- 
ence, reference and salary expected. BOX 
4166, Air Conditioning & Refrigeration 
News. 


REFRIGERATION ENGINEER with ex- 
perience application in hermetically sealed 
capillary seif contained home freezers, 
refrigerators and beverage coolers. Life 
time opportunity with national Phila- 
delphia manufacturer. Write to BOX 4168, 
Air Conditioning & Refrigeration News. 


AIR CONDITIONING ENGINEER for 
New York City area. Graduate engineer 
preferred but experience in air condition- 
ing field will be considered in lieu of a 
degree. Our firm is an active air condi- 
tioning contractor and this is a good op- 
portunity for right man. Write giving all 
details in first letter, BOX 4169. Air Con- 
ditioning & Refrigeration News. 
SQUIPHENT WANTED 


CASH FOR new or equal freon compres- 
sors, condensing units with or without 


condensers or motors. 5-25 H.P.. one or 
odd lots. Also low temp coils, condensers, 
fans. Give full description. No junk 
please, but put me on mailing list. Reduce 
that inventory’ ART DE DESROCHERS, 
Rt. 3. Wenatchee, Wash 


WANTED USED refrigerators in working 
condition, electric or gas. Quantities only. 
100 to 1000. BEACH REFRIGERATOR 
196-11 Northern Blvd., Flushing 58 
New York City. Phone Flushing 7-9569. 


| WANTED REFRIGERATION and air 


conditioning equipment for all types of 
. Old established = distributor. 
Mid-Atlantic territory. Reply BOX 4148, 


| Alr Conditioning & Refrigeration News. 
| SURPLUS RELAY for hermetic units— 


ployers, and eighteen years with one, will | SUPPLY CO.. 


any size or make. Reply BOX 4150, Air 
Conditioning & Refrigeration News. 


BRAND NEW 1952 frozen food merchan- 
disers original crates. Model FDSI8A, 18 
cu. ft. thermopane doors; ultra modern 
superstructure; Kelvinator unit, 5-year 
warranty. Factory list $733.50, your cost 
$371.00. Order immediately; send for il- 
lustrations MANN REFRIGERATION 
440 Lafayette Street, New 
York 3, N. Y. 

FOR SALE—Air Conditioning Unit. 1 
75 Ton, 14 Cylinder, 14L-14H Double End 
Chrysler Airtemp Compressor with 75 
HP. 220/440 Volt, 3 Phase, 60 Cycle A.C. 
Century Motor, Water Cooled Condenser 
and all controls except Motor Starter 
Also 4-15 Ton Aerafin Cooling Coils with 
Sporlan Expansion Valves. Equipment has 
been used. but is in excellent condition. 
NATIONAL TWIST DRILL & TOOL CO., 
Rochester, Michigan 


| ATTENTION SERVICEMEN—Send for our 


new catalog—on controls, valves, relays. 
brass fittings, V-belts—hermetic and open 


type units. All new merchandise at great 


| savings up to 50%; 
| guarantee. WALTER 


| through 


sold on money back 
W. STARR RE- 
FRIGERATION, 2833 Lincoln Ave., Chi- 
cago 13. Illinois. 

PROMINENT BRAND serpentine Freezer 
Shelf Plates for sale at 80% off list. Plates 
are approximately 22 x 26 inches. Will sac- 
rifiee in lots of 12 for $6.95 each. Single 
plates as samples will be sold at the 
same price. F.O.B. YANKEE STATES 
a Storrs, Conn. Tele- 
phone 9634 


MANUFACTURER'S 
TIVES. Do you want an excellent winter 
item for your “off-season”? The Glycola- 
tor attaches to warm air heating or air 
conditioning systems. It sanitizes the air 
and reduces respiratory disease. New, na- 
tionally advertised and fast growing. Sells 
distributors. Advise territory 
covered and details. Write GLYCOLATOR, 
Valencia, Penna. 

COMMERCIAL — "REFRIGERATION and 
fixture business. Established 13 years. Ex- 
cellent opportunity for an individual ex- 
perienced in sales and service. Will sell 
at actual inventory—approximately $10,000. 


Interested party will receive full and 
frank information. This business is lo- 
cated in Pittsburgh, Pa. BOX 4157, Air 


Conditioning & Refrigeration News 


MISCELLANEOUS 
NORGE SEALED units remanufactured or 
hanged. I diate delivery from stock, 
2 year warranty, Freon refrigerant. Write 
for prices and shipping instructions. 
Genuine Norge terminals for Norge sealed 


12541 E. McNichols Road, Detroit 5, Mich- 
igan. 


have shown increased selling power 
at roadside points, in the showroom 
windows, and at home shows, state 
fairs, and similar events 

The signs are 6 ft. high and 3% 
ft. wide. They are mounted on either 
stiff white cardboard or metal, de- 
pending on the spot where they will 
be used. Green, red, and black paints 
are used to duplicate the firm's aant- 
ard letterhead. 

One sign (see picture) emet at 
boosting sales of central heating 
equipment listed at the left several 
nationally-known brands the firm 
carries. Copy said: 

“Dear Homeowner: Did you know 
that you can now have a central 
heating unit completely installed in 
your home for as little as $9.95 per 
month? Ask us for details. Comfort- 
ably yours, The Kay Co.” 


Increased Production 
Assures Adequate Oil 
For Home Heating 


NEW YORK CITY-~-The oil indus- 
try says there will be adequate sup- 
plies of heating oils for a normal 
winter despite an expected 8 to 10% 
rise in demand over last year. 

In Boston, B. Brewster Jennings, 
president of Socony-Vacuum Oil Co., 
assured owners of oil-heated homes 
that their requirements will be met 

Since the end of the refinery strike 
last May, he pointed out, “oil com- 
panies have increased their runs ma- 


. terially and have accumulated sup- 


plies of heating oils at an unusually 
rapid rate. There is every indication 
the tanks will be full at the begin- 
ning of the real winter season.” 

He added, however, that this pros- 
pect “probably will not be true” for 
the Pacific Coast because of con- 
tinued low inventories there due in 
part to the Korean war. 

Industry sources said 
stocks are as follows: 

Distillate fuel oil (used mostly for 
home heating)-—-122,000,000 barrels. 
This is a new record and about 13,- 
000,000 barrels more than last year. 

Kerosene — around 34,300,000 bar- 
rels, compared with 36,000,000 a year 
ago. 

Heavy fuel oil (used mainly for in- 
dustrial purposes and for heating 
large buildings)-—-around 54,000,000 
barrels, about 3,500,000 more than a 
year ago. 

Installations of oil burners were 
said to be continuing at a fast clip. 
It is estimated that by the end of 
the year, 6,300,000 demestic oil 
burners will be in use. This woula 
represent an increase of almost 600.- 
000 since 1951. Oil burner instal'a- 
tions have more than doubled since 
the end of 1946. 


current 


Kingswell of Washington, D.C. 
To Distribute ‘Uskon’ Panels 


NEW YORK CITY — William E. 
Kingswell, Inc., Washington, D. C., 
has been appointed a distributor for 
“Uskon” radiant heat panels, accord- 
ing to the mechanical goods division 
of U. S. Rubber Co. 

The panels are made of conductive 
rubber sandwiched between layers of 


thin plastic. 


REPRESENTA- 


The Kingswell 
serve the District of Columbia, north- 
ern Virginia, and southern Mary- 
land. The corporation has been a 
distributor for heating and air condi- 
tioning equipment for many years. 
William E. Kingswell is president 
and George F. Mergell is vice presi- 
dent in charge of sales. 


It’s Still a Mouthful 


SAN ANTONIO — The Heating, 
Piping & Air Conditioning Contrac- 
tors Association of San Antonio and 
Bexar County, Texas, has changed its 
name to the Heating, Piping & Air 
Conditioning Contractors South Texas 
Association. 


WANTED 


NEW REFRIGERATION PRODUCTS 


Reliable manufacturer with 
both chemical and hanical 
production facilities wants new 
products to manufacture and 
sell through Refrigeration 
Wholesalers. 

Send full information to Box 
4167, Air Conditioning & Re- 
frigeration News. 


organization will © 
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W hite-Rodgers 


Gas Heating Controls 


By Service Information Division, 


Electric Co. 


FIG. 18—Left) Two type: of diaphragm-type 
90+ volves. Smell one ot left fits some space 
os mow solenoids 
FIG. 19-—(Below) Flow chert shows poth of 


@o1 through diaphragm volve 


a | 


19—How Diaphragm-T 
Gas Valves Operate 


The White - Rodgers diaphragm 
valve is built in two types. The 
smaller of the two valves is 4 in. 
in diameter, the larger varies with 
the pipe size used from 6% in. to 
9% in. 

The small valve can be used to re- 
place a solenoid because the diameter 
between the pipe entrance openings 
is the same as the majority of sole- 
noids. 

The smaller valve is available in 
pipe sizes of % in. to & in.; the 
large valve, \ in. to 24, in. 


Fig. 18 shows the two valves. 
Shown in Fig. 19 is a flow chart in- 
dicating the path of gas through the 
valve. 

The electrical assembly and the 
bleed port assembly-the two major 
operating assemblies of the valves 
are interchangeable. This feature re- 
duces service stocks. 

The diaphragm is made of Vulcan, 
a synthetic material impregnated in- 
to a nylon fabric. Vulcan is not af- 
fected by any of the normal gases 
used in heating. 

The valve disc is made of leather 
backed up with felt. This construc- 
tion assures adequate oil reserve to 
keep the leather flexible and the felt 
acts as a cushion to assure positive 
closure of the disc against the valve 
seat. The disc is attached to the dia- 
phragm with machine bolts. 

The seat of the valve is machined 
into the valve body. It is a raised 
seat designed so that dirt does not 
easily adhere to it. 

The bleed port assembly is made of 
stainless steel and aluminum-—-ma- 
terials not affected by normal gases. 
All passage ways in the valve are 
larger than 50 drill size--adequate to 
meet the requirements where vapor 
phase gum or other gas may be 
present and affect valve operation. 

In areas where gas gums normally 
collect on the top of diaphragms 
these valves will not stick open due 


IN THE SUN 


for you ond your fomily at the Marine 
Terrace Hotel, conveniently locoted in 
the exclusive North Beach Section. Pri- 
vate Beoch- Cabana Colony-Enclosed 
Terrace Deck + Air-Conditioned Dining 


to the diaphragm adhering to any 
surface in the valve. Bosses in the 
top of the gas chamber above the 
diaphragm do not offer any surface 
of adequate area for the diaphragm 
to stick to. 


Gum that collects on top of the 
diaphragm due to the properties in 
some gases will not harden, if air 
is required to harden the gum. The 
diaphragm remains flexible. The de- 
sign of the bleed port assembly pre- 
vents air in any appreciable quantity 
from reaching the top of the dia- 
phragm 

The valve is made of material not 
affected by sulphur in gas. All parts 
of the valve can be serviced from the 
top without disturbing the remaining 
assemblies. To clean the seat of the 
valve or to work with the diaphragm 
or disc, merely remove the screws 
from the rim of the cap or top as- 
sembly. Gaskets between the cap, 
diaphragm, and base prevent the 
valve parts from sticking together. 


When replacing the diaphragm, 
run several of the cap hold-down 
screws upward from the underside 
of the rim of the valve. Place the 
diaphragm over the screws to prop- 
erly align it. Be sure that the proper 
hole in the diaphragm lines up cor- 
rectly with the opening that carries 
gas from the bottom of the valve 
to the bleed port assembly. If the 
holes are not properly aligned, the 
valve will not work. , 

To work on or to replace the 
electrical assembly, remove two 
screws that “hold the terminal strip 
in place, and two screws holding the 
relay. 

To work with the bleed port as- 
sembly, loosen the screws holding the 
relay, slip the relay aside, with end 
wrench loosen hexagon nut on bleed 
port assembly. With end wrench re- 
move bleed port capsule. Do not dis- 
assemble the bieed port capsule 
Wash the complete assembly 
good solvent. Never put oi] in the 
bleed port capsule 

When replacing the bleed port as- 
sembly do not force any of the parts. 


Fit them in place snugly with your 
wrench. 


Room-Main Lounge-Friendly home-like Atmosphere 
More than helf of rooms air-conditioned «+ Attractive 


Rates - 110 Rooms « Open All Yeor. . 


ded b b 


. highly recom- 


s of the clergy, doctors, lowyers, 
bankers — people of distinction. 
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At cts Ofc .Y. Mag 


(Concluded from Page 1, Column 4) 
paper presented before a Section 
meeting went to Alwin B. Newton 
of Acme Industries, Inc. for his paper 
on “Application and Control of Shell- 
and-Tube Water-Cooled Equipment.” 
The Indianapolis section won the 
award for bringing about the largest 
percentage increase in paid-up mem- 
berships over the past years. 

“The &-hp., 115-volt room air con- 
ditioner is doomed,” was a predic- 
tion made at the Room Air Condi- 
tioner Conference by C. C. Fitz- 
simmons, engineer for Under- 
writers’ Laboratories, Inc. Fitzsim- 
mons pointed out the problems and 
dangers in using room conditioners 
over % hp. on 115-volt power lines 
in outlining the new Underwriters’ 
Laboratories standards for air condi- 
tioning equipment 


ADDITIONAL FEATURES, 
FUNCTIONS DISCUSSED 


Much of the main interest in the 
rest of the Room Air Conditioner 
conference centered about the “addi- 
tional features and functions” that 
might be provided in room air condi- 
tioners 

Improper damper arrangement or 
incorrect designing can often bring 
about just the opposite of results de- 
sired in providing fresh air ventila- 
tion or exhausting of room air, de- 
clared W. L. McGrath, Carrier Corp. 
engineer. This can happen in tall 
buildings, where the “stack effect" of 
wind velocities may bring disastrous 
effects to a ventilating phase opera- 
tion of a room air conditioner on the 
lower floors of a tall building. In the 
exhaust air function, the reverse will 
be true, where the dampering or de- 
sign is wrong, in that it will work 
all right on the upper floors, but not 
on the lower floors 

There is a tendency to include a 
heating function with room air con- 
ditioners, and this is being done for 
the most part with strip heaters, al- 
though there is some experimenting 
being done with “heat pump” room 
air conditioners, and one speaker 
stated that there is a contractor in 
the Miami area making a business 
out of converting ordinary room air 


conditioners to “heat pump” type 
units. 
There are cautions to be taken 


with strip heaters, it was pointed 
out, mainly being careful not to put 
in more strip heater capacity than 
the amount of amperage that the 
compressor draws on the power line, 
and to provide controls that won't 
permit operation of both the heater 
and the compressor at the same time, 
or of the heater alone without the 
blower being on 

Utility companies will be much 
more interested in promoting the 
room air conditioner if it has a heat- 
ing function, declared J. R. Hart- 
man, chairman, Commercial Section 
of Edison Electric Institute. The 
heating load would give the utility 
companies a much more satisfactory 
power load, he said, and he pointed 
out by means of charts how a room 
air conditioner could be used year- 
round in a great many parts of the 


country if it provided both functions. 

“If we are to maintain an industry 
volume of 4 million or more electric 
refrigerators a year, the industry 
must provide creative engineering to 
not only sell refrigerators to the re- 
maining families which do not now 
have them and to all new families 
coming into existence, but also to 
persuade users to purchase a new 
refrigerator every 12 years or less,” 
declared Walter M. Timmerman, gen- 
eral manager, Household Refrigera- 
tor Department, of the General Elec- 
tric Co 

Speaking at a session on “things 
to come” in the household field, Tim- 
merman said that “we cannot count 
on refrigerator failures or seriously 
depreciated performance to give us 
the replacement volume needed. 
Rather we must have a constant flow 
of new features to give Mrs. America 
so much greater value in convenience, 
performance, capacity, and appear- 
ance that she will be very unhappy 
with her 12-year-old refrigerator 
even though it may be performing 
about as well as when it was new.” 


DETAILS OF HOW PRODUCT 
PLANNING WORKS AT G-E 


Timmerman explained how G-E 
has established a system whereby 
each department is responsible for 
its own product planning and devel- 
opment. Product programs are recog- 
nized as joint responsibilities of mar- 
keting, engineering, and manufactur- 
ing, but control is placed in the mar- 
keting section under a product plan- 
ning manager. 

This manager's function is to trans- 
late sales requirements into engineer- 
ing specifications as to features, 
costs, prices, and time schedules, and 
then to follow established programs 
to their completion. 

The product planner sets up pre- 
liminary specifications for each 
model year for a five-year period. 
These specifications are reviewed 
(modified and finally approved) by 
a group consisting of the managers 
of engineering and manufacturing 
and an appearance design representa- 
tive. Obviously, these specifications 
remain quite flexible and are subject 
to frequent change. 

This organizational plan, said Tim- 
merman, represents an effort to give 
adequate recognition to the impor- 
tance of product planning and to es- 
tablish it on a professional basis. 
The product planning group gives 
guidance to the advanced engineering 
activity to be certain their major 
effort is expended on projects which 
are likely to be the most productive. 

Glenn Muffly, inventor and patent 
authority, gave an interesting discus- 
sion of “the possible household refrig- 
erator of the future” which would in- 
clude a drawer-type freezer compart- 
ment in the bottom, split doors on 
the regular door section, “multi- 
ple effect" or staging type of con- 
densing unit hanging in a 4-in. space 
off the back, and a combined auto- 
matic ice maker and cold water dis- 
penser. 

He also predicted that new trends 
in homes of the ranch type, where 


—@ visitors and guests see “right on 


WAM 0 LARA 


for Durability 


THE ORIGINAL, PATENTED 
CROSS-FIN COIL 


The refrigeration coil that changed 
an industry stands today unchal- 
lenged for performance, user satis- 
faction and lasting durability. 
Made from only the finest ma- 
terials by skilled craftsmen under 
exacting standards, every Larkin 
Coil features imbedded fin-to-tube 
contact, swaged connection, silfos 
welded construction, and sta 
tubing. Write for complete i 


Manutacturers of the 

Coll — Humi-Temp Units — & 

end Air Cooled Condensers — Air 
Units and Coils — 

pansion Water Coolers — Steel 

Plate Coils — Meat Exchangers. 


WATCHOOS OF THE NATIONS FOOD SUPPLY 


through to the kitchen” will encour- 
age the purchase of newer, more 
modern refrigerators. 


| Deering Expansion - - 


(Concluded from Page 1, Column 3) 
chandising its own line under the 
Deering name, it will manufacture 
units for Burnham Corp., Irvington, 
N. Y., and Alsco, Inc., Akron, Ohio, 
under private labels of Burnham and 
Alsco, respectively. 
Burnham, a 95-year-old firm manu- 
facturing electric radiators, boilers, 
and allied heating equipment, will 
distribute air conditioners through its 
established dealers and distributors. 
Alseco, a storm door and window 
concern, will market air conditioners 
through its own branches in Ohio 
and through its franchised Alsco dis- 
tributors nationally. 
Deering manufacturers room air 
conditioners designed for installation 
in steel and aluminum casement win- 
dows. It is said to eliminate the 
need for altering frames, muntins, 
and mull of ¢ t windows. 
Last week, the company held a 
two-day national sales meeting at- 
tended by representatives from its 13 
| districts and from Burnham and 

Alsco. Invitations were also extended 
| to one or more distributors from 
each of the districts. The meeting 
took place at the Gibson hotel and 
at the Mt. Adams plant. 


Rinitigibis: ibis Mem AMians Coches. 


(Concluded from Page 1, Column 3) 
named “The Director” and the 1%- 
hp. unit will be known as “The Over- 
ton.” Several water-cooled c | 


be admitted in controlled, draft-free 
quantities, regardiess of the direction 
of the wind, is another Remington 


were also shown in both the 1-hp. 
and 1')-hp. sizes. 

Leader models, identical to the con- 
sole except without wood cabinets, 
will again be available. Leaders are 
finished in smooth baked-on enamel, 
on rust-proofed furniture steel, in 
chestnut brown color. 

M. L. Judd, general sales manager 
who introduced the 1953 line, stated 
that Remington anticipated a greater 
demand for Leader models this com- 
ing year than has been experienced 
in the past 

“The Leader models are particular- 
ly adaptable to lower cost industrial, 
office, or home installations, and a 
number of home builders have signi- 
fied their intention of incorporating 
these units in their 1953 building 
plans,” the company stated. 

“It may be used either in the room 
to be air conditioned, may be fitted 
with ductwork for remote installa- 
tion, may be built-in, or may be con- 
cealed with paneling which matches 
the room's decorative scheme.” 

One of the features of the console 
line is Remington's “Climate Com- 
pensator.” This, the company said, 
“adapts a single unit, at the flip of 
a switch, to the ideal air conditioner 
for hot, dry climates where added 
cooling is required or to an air con- 
ditioner providing greater dehumidi- 
fication for extreme humid climates 
or seasons.” 


“Positive ventilation,” which re- 


portedly assures that outdoor air will 
eo - - 


€ feature. “Variable Velocity” 
air outlets are also featured. 

“Heating” remains one of the 
leading features of Remington con- 
sole units, according to the company. 

“The heating is of sufficient power, 
7,000 B.t.u. per hour, to warm room 
and ventilating air and maintain au- 
tomatically a comfortable, equalized 
pressure and temperature in all parts 
of the room in late spring, early fall, 
or all winter in milder climates,” 
Remingtcn said. 

Among the other accessories avail- 
able for the Remington console room 
air conditioners is an automatic 
cooling control which will maintain 
a pre-selected room temperature by 
turning the compressor on or off as 
needed. 

In addition to its line of consoles, 
Remington will have five window 
units available in 1953 in capacities 
of 'y, ‘, %, and 1 hp. 

Ventilation, circulation, filtering 
and noise elimination, with or with- 
out cooling and dehumidification, are 
provided with one 4-position control 
on Master models. An additional con- 
trol knob operates a damper for ven- 
tilation or exhaust. 

All deluxe models will be factory- 
equipped with the Climate Compensa- 
tor. An automatic thermostat control 
is standard equipment on these 
models. 

Besides the Climate Compensator 
and “Hi-Lo Cool” positions, the single 
master control knob on deluxe units 
offers a “Hi-Lo” fan choice when 


the unit is operated for ventilation 
and re-circulation but not cooling. 

Decorator-designed cabinets are in 
“Mission Grey” with “Sahara Beige” 
twin plastic grilles so the window 
units will compliment all surround- 
ings. Easy filter removal, accom- 
plished without removing the cabi- 
nets, is another Remington feature. 

The twin grilles of the \{-hp. units 
provide a 16 directional air pattern. 
The grilles of all units are completely 
rotatable through 360°. 

The ',-hp. and ‘4-hp. units are in 
identical cabinets, extending into the 
room 104% in. The \-hp. projects 
12% in. into the room. ; 

Distributor showings of the 1953 
line were being held nationally. 
Prices, according to M. L. Judd, will 
be competitive but as yet have not 
been released. 

A substantial increase in Reming- 
ton’s advertising and promotion pro- 
gram will back the line. 


Allocation Controls on 
Methylene Chloride End 


WASHINGTON, D. C.—The Na- 
tional Production Authority has elimi- 
nated allocation controls on methyl- 
ene chloride by revoking Schedule 9 
to NPA Order M-45. 

Schedule 9 was issued in the fall 
of 1951 when methylene chloride 
shortages threatened to delay some 
defense programs. Expanded produc- 
tion and a decline in demand have 
made the revocation possible, it was 
explained 

During the period from April to 
October, 1952, production showed an 
increase of 40%. 


LYNSEY) OFFS 


REMOTE UNITS 


IN A COMPLETE RANGE OF SIZES FROM '/, to 15 H.P. 


For remote units up to 15 H.P., investigate this new, im- 
proved Tecumseh line now available to the jobber trade. 
The medium range (% to 3 H.P.) incorporates the recently 
developed series of “V” type compressors and the new 
FFP with oil pump (% H.P.). These compressors are 
designed for maximum efficiency, lower cost, compactness 
of size and increased capacity. All of these factors are 
powerful selling points for you when selling these units 
to the field. The lower range (4 to % H.P.) and the high 
range (5 to 15 H.P.) use the dependable 1400, 1000, R & S 
compressors. 


Included in the remote line aré air cooled models from 
\% to 3 H.P., combination air-water cooled models from 
4 to 3 H.P. and water cooled models from 4 to 15 H.P. 

The complete line also includes hermetics from Ya ' 
14, HP. and self-contained units from 4% to % H.P. Look 
to Tecumseh for a complete line of quality units for all 
of your refrigeration requirements up to 15 H.P. 


For full information write: 


TECUMSEH P 


TECUMSEH, MICH. 


DUCTS 


The world’s largest 
producer of condense 
ing units for the re 
frigeration industry. 


EXPORT DEPT.: 2111 WOODWARD AVE., DETROIT, MICH. 
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